

REFRIGERATOR, PREFABRICATED; PANEL TYPE; W/0 
REFRIGERATING EQUIPMENT; MILITARY SPECIFICATIONS 

MIL-R-10932 
TYPE I, CLASS I AND II 

600 CU R, FSN 4110-260-5096 600J CU R, FSN 4110-926-9544 

1200 CU R, FSN 4110-926-4159 1800 CU R, FSN 4110^)57-0321 

1800J CU R, FSN 4110-168-1937 3000 CU R, FSN 4110-264-6226 

4000 CU R, FSN 4110-269-5071 
TYPE II, CLASS I AND II 

400 CU R, FSN 4110-618-8709 600 CU R, FSN 4110-618-8710 

800 CU R, FSN 4110618-8711 1200 CU R, FSN 4110-618-8712 

1400 CU R, FSN 4110618-8713 1600 CU R, FSN 4110-618-8714 


SAFETY PRECAUTIONS 


Keep hands free from the striker hatch plate and latch when goinj? in 
or otit of the refrijrerator. 

Disconnect the electrical power before making any repairs to the electri- 
cal components. 

Ho sure inside walk-in door latch is in proper operating condition to 
prevent personnel from becoming locked inside the refrigerator. 



HEADQUARTERS 
DEPARTMENT OF THE ARMY 
WASHINGTON, D.C, 7 October 19 


Operator's, Organizational, and Direct Support 
Maintenance Manual 
(Including Repair Parts List) 

REFRIGERATOR, PREFABRICATED; PANEL TYPE, W/O 
REFRIGERATING EQUIPMENT; MILITARY SPECIFICATIONS 
MIL-R-10932 

600 cu ft NSN 41 1 0^269-5096 600J cu ft NSN 41 1 0-00-926-9544 

1 200 cu ft NSN 41 1 000-92541 59 1 800 cu ft NSN 41 1 0-00057-0321 

1 800 J cu ft NSN 41 1000-168-1937 3000 cu ft NSN 41 1000-264-6226 

TK600J cu ft NSN 41 10-00-571-5027 4000 cu ft NSN 41 1000-269-5071 

TK1200J cu ft NSN 41 1000574-5744 TKR600A cu ft NSN 41 1001-1 19-3960 
TK4000J cu ft NSN 41 1 000-574-5789 TKRl 200A cu ft NSN 41 1 001 -1 20-5735 
TKR4000A cu ft NSN 41 1001-1 19-3962 TKR1800A cu ft NSN 41 1001-1 19-3961 


TM 5-41 10-204-13, 14 December 1966, is changed as follows: 

1 . Title is changed as shown above. 

2. Remove and Insert pages as Indicated below. 

Remove pages Insert pages 

D-1 thru D-30 D-1 thru D-30 

3. New or changed text material is indicoted by a verticol bar In the margin. Ar 
lustration change is indicated by a miniature pointing hand. 

4. Retain this sheet in front of manual for reference purposes. 


Change 
No. 10 


By Order of the Secretary of the Army: 


bange ] HliADQUAKTERS 

I DEPARTMENT OF THE ARMY 

9 j WASHINGTON, D.C.,26 February 1982 

Operator's, Organizational, and Direct Support 
Maintenance Manual 
(Including Repair Parts List) 

REFRIGERATOR, PREFABRICATED; PANEL TYPE, W/O 
REFRIGERATING EQUIPMENT; MILITARY SPECIFICATIONS 

MIL-R-10932 
TYPE 1, CLASS I and II 

600 cu ft NSN A 110-00-269-5096 600J cu ft NSN A U0-00-926-95AA 

AA-1200 cu ft NSN A 110-01-113-6577 1800 cu ft NSN A1 10-00-057-0321 

i600J cu ft NSN A 110-00-166-1937 3000 cu ft NSN A110-00-26A-6226 

TK600J cu ft NSN 4110-00-571-5027 4000 cu ft NSN 4110-00-269-5071 

TK1200J cu ft NSN A 1 10-00-574- 57AA 
TKAOOOT cu ft NSN A110-00-57A-5789 

TYPE II, CLASS I AND II 

AOO cu ft NSN AllO-CO-618-8709 600 cu ft NSN 4110-00-618-8710 

800 cu ft NSN AllO-00-618-8711 1200 cu ft NSN 4110-00-618-8712 

lAOO cu ft NSN 4110-00-618-8713 1600 cu ft NSN 4 UO-00-618-87 14 

i 5-4110-204-13, 14 December 1966, Is changed as follows: 

Itle Is changed to read as shown above. 

y Order of the Secretary of the Army: 

E.C. MEYER 

General, United States Army 

fficial: Chief of Staff 

ROBERT M. JOYCE 
Irigadier General, United States Army 
The Adjutant General 


TM 5^110-204-13 
Cd 


Change 
No. 8 


HEADQUARTERS 
DEPARTMENT OP THE ARMY 
Washington, dg 29 March me 


Operator’s, Organizational, and Direct Support 
Maintenance Manual 
(Including Repair Parts List) 

REFRIGERATOR, PREFABRICATED; PANEL TYPE, W/0 
REFRIGERATING EQUIPMENT; MILITARY SPECIFICATIONS 

M-R-10932 

TYPE 1, CLASS 1 AND II 

600 cu ft NSN 4110-00-269-5096 600J cu ft NSN 4110-00-926-9544 

1200 cu ft NSN 4110-00-926-4159 1800 cu ft NSN 4110-00-057-0321 

1800J cu ft NSN 4110-00-168-1937 3000 cu ft NSN 4110-00-264-6226 

TK60(U cu ft NSN 4110-00-571-5027 4000 cu ft NSN 4110-00-269-5071 

TK1200J cu ft NSN 4110-00-574-5744 
TK4000J cu ft NSN 4110-00-574-5789 

TYPE II, CUSS I AND II 

400 cu ft NSN 4110-00-618-8709 600 cu ft NSN 4110-00-618-8710 

800 cu ft NSN 4110-00-618-8711 1200 cu ft NSN 4110-00-618-8712 

1400 cu ft NSN 4110-00-618-8713 1600 cu ft NSN 4110-00-618-8714 


CURRENT AS OF 24 OCTOBER 1975 

TM 6-4110-204-13, 14 December 1966, is changed as follows: 

The title is changed as shown above. 

Pages D-5 through D-18. Wherever manufacturer's code (5E499) appears, change to read, “63863”. 

1. Remove old pages and insert new pages as indicated below. New or changed material is indicated by a vertical 
bar in the margin of the page. Revised illustrations are indicated by a vertical bar adjacent to the identification 



Official: 


FRED C. WEYAND 
General, United Stat 
Chief of Staff 


PAUL T. SMITH 

Major 00710 X 11 , United States A^iny 
The Adjutant Geiieral 


Distribution; 

To be distributed in accordance with DA Form 12-25C, Operator requirements for Refrigerat 



TM 5-4110-204-13 
C7 


HANGK ) HEADQUARTERS 

> DEPARTMENT OF THE ARMY 

I{).7 ) Washington, DC ih Mdu 19?5 

Operator’s, Organizational, and Direct Support 
Maintenance Manual 
(Including Repair Parts List) 

REFRIGERATOR, PREFABRICATED; PANEL TYPE, W/0 
REFRIGERATING EQUIPMENT; MILITARY SPECIFICATIONS 

MIL-R-10932 

TYPE 1, CLASS 1 and 11 

00 cu ft., NSN 4110-00-269-5096 600J cu ft., NSN 4110-00-926-9544 

200 cu ft., NSN 4110-00-926-4159 1800 cu ft., NSN 4110-00-057-0321 

800J cu a, NSN 4110-00-168-1937 3000 cu ft., NSN 4110-00-264-6226 

4000 cu ft., NSN 4110-00-269-5071 


TYPE 11, CLASS 1 AND 11 

00 cu ft., NSN 4110-00-618-8709 600 cu ft., NSN 4110-00-618-8710 

00 cu ft., NSN 4110-00-618-8711 1200 cu ft., NSN 4110-00-618-8712 

400 cu ft., NSN 4110-00-618-8713 1600 cu ft., NSN 4110-00-618-8714 


Current as of 28 April 1975 

M 5-4110-204-13, 14 Deeember 1966, is ciianged as follows: 
he title is changed as shown above. 

Remove old pages and insert new pages as indicated below. New or changed material is indicated by a vertical 
ar in the margin of the page. Revised illustrations are indicated by a veilical bar adjacent to the identification 
umber. When an entire table is changed or added, the veitical bar will be adjacent to the table title only. 

Hrmdve tntgtti I iiHn-t iiayeit 

I'l th wugh 1'4 M tlmough 1-J 

2-1 and !i-2 2-1 and 2-2 

2-5 and 2-G 2-6 and 2-6 


I A A 


Dy vjvaer oi ine isecvexary oi me i^vniy: 


Official: 

VERNE L. BOWERS 

Major General, United States Army 

The Adjnfant General 


CREIGHTON W. A 
General, United Sta\ 
Chief of Staff 


Distribution: 

To be distributed in accordance with DA Form 12-250 ((jty rqr block No. 1017), Operator Requin 
Refrigeration Equipment. 


Changes in force: C 1, C 2, C 3, C 4, C 5 and C 6 


TM 5-4110-204-13 
C6 

Change 
No. 6 


HEADQUARTERS 
DEPARTMENT OF THE ARMY 
WaSHI.MGTON. DC, U March 1075 


Operator’s, Organizational, and Direct Support 
Maintenance Manual 

REFRIGERATOR, PREFABRICATED, PANEL TYPE, W/O 
REFRIGERATING EQUIPMENT, MILITARY SPECIFICATIONS MIL-R-10932 

TYPE I, CLASS I AND II 

600 CU. FT. NSN 4110-00-269-5096, 1200 CU, FT. NSN 4110-00-926-4159 
1800J CU. FT. NSN 4110-00-168-1937, 600J CU. FT. NSN 4110-00-926-9544 
1800 CU. FT. NSN 4110-00-057-0321, 4000 CU. FT. NSN 4110-00-269-5071 
3000 CU. FT. NSN 4110-00-264-6226 
TYPE I, CLASS I AND II 

400 CU. FT. NSN 4110-00-618-8709, 800 CU. FT. NSN 4110-00-618-8711 
1400 CU. FT. NSN 4110-00-618-8713, 600 CU. FT. NSN 4110-00-618-8710 
1200 CU. FT. NSN 4110-00-618-8712, 1600 CU. FT. NSN 4110-00-618-8714 


TM 5-4110-204-13, 14 December 1966, is changed as follows: 

The title is changed as shown above. 

Page 2 of cover. Add the. following warning to the list of safety precautions. 

WARNING 

The burning of polyurethane foams is dangerous. Due to the chemical compo.sition of a 
polyurethane foam, toxic fumes are released wheti it is burned or heated. If it is bui’ned 
or heated indoors, such as during a welding operation in its proximity, precautions 
should be taken to adequately ventilate the area. An exhaust system equivalent to that 
of a paint spray booth should be used. Air supplied respirators, approved by the 
National Institute for Occupational Safety and Health or the US Bureau of Mines, 
should be used for all welding in confined snaces and when ventilation is inadequate. 



Official: 


FRED C. WEYAND 
General, United State 
Chief of Staff 


VERNE L. BOWERS 

Major General. United States Army 

The Adjutant General 


Distribution: 

maintenance Equ^ block No 


1017) Operator 


IM 5-4110-204-13 
C5 


Change \ HEADQUARTERS 

> DEPARTMENT OF THE ARMY 

No. 5 ) Washington, D.C., 5 May 1971 , 


Operator’s Organizational, and 
Direct Support Maintenance Manual 


(including Repair Parts List) 

REFRIGERATOR, PREFABRICATED; PANEL TYPE; W/0 
REFRIGERATING EQUIPMENT; MILITARY SPECIFICATION 

MiL-R-10932 


TYPE I, CLASS 1 AND II 

600 CU FT, FSN 4110^269-5096 
1200 CU FT, FSN 4110-926-4159 
1800J CU FT, FSN 4110-168-1937 


600J CU FT, FSN 
1800 CU FT, FSN 
4000 CU FT, FSN 
3000 CU FT, FSN 


TYPE 11, CLASS I and II 

400 CU FT, FSN 4110-618-8709 
800 CU FT, FSN 4110-618-8711 
1400 CU FT, FSN 4110-618-8713 


600 CU FT, FSN 
1200 CU FT, FSN 
1600 CU FT, FSN 


4110-926-9544 

4110-057-0321 

4110-269-5071 

4110-264-6226 

4110618-8710 

4110-618-8712 

4110618-8714 


TM B-4110-204-13, 14 December 1966, is changed as follows: 

1. The title is changed to read as shown above. 

2. Remove old pages and insert new pages as indicated below. New or changed material is indicated by a vertical 
bar in the margin of the page. When an entire chapter or appendix is revised the bar will be adjacent to the title 
only. 


Rtmovt Pagrs 

\ 

None 

2- 1 and 2-2 

3- 9 and 3-10 
Figure 4-1 

4- 3 


/ntfrl Pagf» 

i 

1- 4.01 

2- 1 and 2-2 

3- 9 and 3-10 
Figure 4-1 

4rZ 



Official: 


(irncrtfl, United Staten 
Chief of St (tff 


VERNE L. BOWERS 

Major General, United States Army 

The Adjutant General 


Distnbution; 

To be distributer) in accordance with DA Form 12-260, (qty r(|i‘ block No. 1017). Operator Main 
Requirements for Refrig^eration Equipment. 



icHNicAL Manual 
]). 5-4110-204-13 


headquarters 
department of the army 

Washington, D.C., December 1966 


Operator's Organizational, and 
Direct Support Maintenance Manual 

(Including Repair Parts List) 


REFBKJERATINO 

type I, CLASS I AN^ 4110-926-9544 | 

gAA nn ft, FSN 4110-269-5096 ^ py pSN 4110-057-0321 

1200 CU FT, FSN 4110-926-4159 p3^ 4110-264-6226 

S3 S S: FSN 4110-168-1937 ^ ^^^^269-5071 

type H, class I AND H ^ 4110-618-8710 

400 CU FT, FSN 4110-618-87M ^2(X) CU Ft’, FSN 

800 CU FT, FSN 4110^18-^11 pg^l 4110-618-8714 

1400 CU FT, FSN 4110-618-8713 


PnraKroph 


PtlRC 


CHAPTEB 1. 
Section L 


introduction 

General 

Description and data 


1-1 and 1-2 
1-3 through 1-5 


1-1 

1-1 


Chapter 
Section 


III. 

IV. 

Chapter 3, 
SeOtion I. 
II. 


i TO^rATirAND operating INSTRUCTIONS 

ion I, Service upon receipt of equipment * ' ‘ ‘ ‘ ’ 

n. Movement to a new worksite 

TTT Prtnfmls and instruments- 


Controls and instruments- * ..... 

Operation of Am AL MAINTENANCE INSTRUCTION 

ator and organizational ma 


2-1 through 2-B 
2-6 and 2-7 
2-8 and 2-9 
2-10 through 2-13 


2-1 

2-6 

a-6 

2-e 


Chapter 



Operator maintenance 



3-1 through 341 
3-4 through 3-7 
3.8 through 3-10 
3-11 through 3-14 
3-15 through 3-19 
3-20 through 3-33 


3-1 
3-: 
3-1.3-! 
3-B, 3- 
3- 

3-7, 3-1 


4-1 and 4-2 
4-3 and 44 


General . j 

^jr!?.“^IOTENANCE INSTRUCTIONS 


5-1 through 5-3 
and B-5 


INTRODUCTION 


Section I. GENERAL 


1-1. Scope 

a. These instructions are published for use by 
personnel to whom the panel type refrigerator is 
issued. They provide infonnation on the operation 
and maintenance of the equipment. Also included 
are descriptions of main units and their function in 
relationship to other components. 

b. Appendix A contains a list of publications 
applicable to this manual. Appendix B contains the 
list of Items Troop Installed or Authorized for use 
with the equipment. Appendix C contains the 
maintenance allocation chart. The organizational 
maintenance repair parts and special tools are listed 
in appendix D. 

c. Numbers in parentheses on illustrations indi- 
cate quantity. Numbers preceding nomenclature 
callouts on illustrations indicate the preferred 
maintenance sequence. 


d. You can improve this manual by recommending 
improvements using DA Form 2028 (Recommended 
Changes to Publications and Blank Forms) or DA 
Form 2028-2 (Recommended Changes to Equipment 
Technical Manuals) located in the back of the 
manual and mail the form direct to Commander, US 
Army Troop Support Command, ATTN: AMSTS- 
MPP, 4300 Goodfellow Blvd., St. Louis, MO 63120. A 
reply will be furnished direct to you. 

e. To enable timely and effective evaluation, it is 
important that complete and comprehensive data be 
submitted on DA Form 2028, including the reason for 
submi.ssion if that fact is not self-evident. 

1-2. Record and Report Forms 

For record and report forms applicable to operator, 
crew and organizational maintenance, refer to TM 
38-760. 


Section II. DESCRIPTION AND DATA 


1-3. Description 

a. General. The prefabricated walk-in refrigerators 
(fig. 1-1 through 1-4) are assembled from inter- 
changeable panels. There are two types of units: 
these are Type I and Type II. The Type I 
refrigerators are 600, 1200, 1800, 3000 and 4000 cubic 
feet units, while the Type II refrigerators arc 400, 
600, 800, 1200, 1400, and 1600 cubic feet units. The 
Type I and Type II refrigerators are of the same 
construction and differ only in width. The Type I 
units are three panel or 12 ft. 9% in. wide, while the 
Type II units are two panel or 8 ft. 11 23/32 in. wide. 
All panels with the exception of the roof and floor 
panels are interchangeable between the two type 
refrigerators. All prefabricated refrigerators are 
constructed in accordance with Militaiy Specifica- 


tion MIL-R-10932. The 600 cubic feet Type I unit and 
400 and 600 cubic feet Type II units are single units 
while the units larger than 600 cubic feet are divided 
into compartments. 

ITie Class 1 panels are constructed of a wooden frame 
with fiber glass insulation and are covered with 
sheet aluminim on both sides. The Class 2 panels are 
the same as Class 1 witli exception that the exterior 
skin is steel and the interior skin is zinc coated, and 
not painted. The 1800J model refrigerators 
(Urethane) are constructed similar to the Type I 
Class 1 refrigerators with the addition of 
polyurethane foam in place of insulation. 

b. Type /, 600 Cttbic Feet Unit The 'TyP^ h 600 cubic 
feet unit consists of one walk-in door panel with door, 
one conveyor panel with door, 






NOTE: roof AND FLOOR PANELS 

''ANtLS ARE interchangeable 


^110.204.13/1.1 







panelsi, three roof and three floor panels. The roof 
and floor panels are interchangeable throughout 
each type-size, and wall panels arc interchangeable 
throughout all type.s and sizes. Thi.s refiigerator i.s 
equipped with three hardwood floor rack.s, four 
shelving units, a Uiermonieter, outside power recep- 
tacle, inside ligiit, an outside indicating light and two 
floor drains. 

NOTE 

The conveyor panel with door is optional 
equipment. When not required, this panel is 
replaced with an additional standard wall. 


TAPE 

OVER 

JOINT 



cubic feet unit is a single compartment refrigerator 
consisting of one walk-in door with ramp and canopy, 
one conveyor door, two evaporatoi- panels, five roof 
panels, five floor panels and four corner panels. This 
unit is equipped with five hardwood floor racks, nine 
siielving units, a thermometer, outside power recep- 
tacle, inside light, outside indicating light and two 
floor drains. 

(i Type /, 1800 Ctihic Feel Unit. The Type I, 1800 
cubic feet unit is a two compartment refrigerator 
consisting of two walk-in doors, with ramps, and 
canopies, two conveyor doors, two evaporator panels. 



toot i-etngerator IS equipped with SIX hardwood floor Model refrigerator (Urethane) is supplied wit 
racks, nine shelving units, two thermometers, two hardwood floor racks and has no shelving unit 



e. Type /, SOOO Cubic Feet Unit. The Type I, 3000 
jubic feet unit is a three-compartment reftigerator 
jonsisting of three walk-in doors with ramps and 
canopies, three conveyor doors, three evaporator 
panels, eleven roof panels, eleven floor panels, four 
comer panels, and six partition panels. The 3000 
cubic feet refrigerator contains eleven hardwood 
floor racks, twenty-one shelving units, three ther- 
mometers, three outside power receptacles, three 
inside lights and four floor drains. 

f. Type /, J^OOO Cubic Feet Unit The Type I, 4000 
cubic feet unit is a four-compartment reftngerator 
consisting of four walk-in doors with ramps and 
canopies, four conveyor doors, four evaporator 
panels, fifteen roof panels, twenty-two wall panels 
and nine partition panels. The 4,000 cubic feet 
refrigerator is equipped with fifteen hardwood floor 
racks, thirty shelving units, four thermometers, four 
outside power receptacles, three inside lights and 
four floor drains, 

g. Type II, 400 Cubic Feet Unit The Type II, 400 
cubic feet unit is a single-compartment refrigerator 
consisting of one walk-in door panel with door, one 
ramp and canopy, two evaporator panels, five 
standard wall panels, three floor panels, three ceiling 


panels and four comer panels. The 400 cubic feet 
refrigerator is equipped with three hardwood floor 
racks, three shelving units, a thermometer, an 
outside power receptacle, an inside light, an indicat- 
ing light, and a floor drain. 

K Type II, 600 Cubic Feet Unit The Type II, 600 
cubic feet unit is a single-compartment refrigerator 
consisting of one walk-in door panel with door, one 
ramp and canopy, two unit cooler panels, seven 
standard wall panels, four floor panels, four ceiling 
panels, and four comer panels. The 600 cubic feet 
refrigerator is equipped with four hardwood floor 
racks, four shelving units, a thermometer, outside 
power receptacle, inside light, an indicating light, 
and two floor drains. 

i. Type II, 800 Cubic Feet Unit The Type II, 800 
cubic feet unit is a two-compartment refrigerator 
consisting of two walk-in door panels with doors, two 
ramps, two canopies, four unit cooler panels, six 
standard wall panels, five ceiling panels, five floor 
panels, four comer panels and two partition panels. 
TTiis 600 cubic feet refrigerator is equipped with five 
hardwood floor racks, ten shelving units, two 
thermometers, two outside power recep- 



POWER RECEPTACLE 
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DRAIN 


FLOOR PANEL (7j 


note- roof and floor panels are interchangeable. 


MEC ^11 10*204-13/ 1-4 


Fiyure 1-i. Double coniparhneut refrigerntor, left-rear, three-quarter view 


taclea, two inaido lights, two indicating lights 
and two floor drains. 

j. Type II, 1200 Cubic Feet Unit. The Type 
II, 1200 cubic feet unit is a three compartment 
refrigerator consisting of three walk-in door 
panels with doors, three ramps, three canopies, 
six unit cooler panels, eight standard wall 
panels, seven ceiling panels, seven floor panels, 
four corner panels and six partition panels. 
This 1200 cubic feet refrigerator is equipped 
with seven hardwood floor racks, nine shelving 
units, three thermometers, three outside power 
receptacles, three inside lights, three indicating 
lights and two floor drains. 

k. Type II, HOO Cubic Feet Unit. The Type 
II, 1400 cubic feet unit is a three compartment 
refrigerator consisting of three walk-in door 
panels with doors, three ramps, three canopies, 
six unit cooler nanels. ten standard wall nanels. 


cubic feet refrigerator is equipped with eight 
hal'd wood floor racks, ten shelving units, three 
thermometers, three outside power receptacles, 
three inside lights, three indicating lights and 
two floor drains. 

1. Type II, 1600 Cubic Feet Unit. The Type 
II, 1600 cubic feet unit is a three compartment 
refrigerator consisting of three walk-in door 
panels with doors, three ramps, three canopies, 
six unit cooler panels, eleven standard wall 
panels, nine ceiling panels, nine floor panels, 
four corner panels and four partition panels. 
This 1600 cubic feet refrigerator is equipped 
with nine hardwood floor racks, 12 shelving 
units, three thermometers, three outside power 
receptacles, three inside lights, three indicating 
lights and two floor drains. 

1-4. Identification and Tabulated Data 

ft. Identification. An identification nlate is 





9*’ OR 30*-7 



Fiffure 1-6. Base plav, 


b«r and serial’ numbed 
b. Tabulated Data ' 


panels are interchang' 
various manufacturers 
all made from the sam 
drawings), the operal 
organizational maintena 
will refer to the identific 
the door of the unit foi 
desired. 

(2) Base plan. Refer to fij 



the base of tfhe Type I refj'igerratwre, and to 
fig-ure 1-6 for the base plan for tho Type IT 
urnts. 

NOTE 

The ©ribbing used are S in. x 8 in. 
■timbem far both the Type I and Type 
11 ref'rigerators. The width of tihe 
base plans remain the same but the 
length wiill vary with refrigerator 
siize as shown. 

(3) WiHno diagrams. Refer to figure 1-7 
for a pradtieal wining diagram. 


1>^5. Differences in Models 

Thiis manual covers the -GOO-cubic foot, 1200- 
cu. ft., 1800-eu. ft., 3000-cu. ft., and 4000-eu. 
ft.. Type I, Class I and II refrigeratoiTs and 
the lOO-ou. ft., 600-cu. ft., SOO-ou. ft, 1200- 
ou. ft., 1-400-ou. ft., and IGOO-cu. ft., Type 11, 
Class I refrigerators. The only unit differences 
are the various sizes as stated above and the 
•design moddfieations incorporated in the 600- 
eu. ft., Type I units (FSN 4110-260-5096). 
In ith'is type unit and the 1800J mode!! (FSN 
4110-287-3161), all panel gaskets are attached 
to the panels with staples, -thereby eliminating 
the gasket retainers and (retainer scire ws used 
in a)ll other models covered by this manual. 



VrnMr I ckn c. 

INSTALLATION AND OPERATING INSTRUCTIONS 


Section I. SERVICE UPON RECEIPT OF EQUIPMENT 


2-1. Unloading the Equipment 

a. The crated panels and coniponeiits of the pre- 
fabricated ref rifteratorii may be shipped eithei’ by 
tractor-trailer or rail. Th{? opei ator and oiganiza- 
tional maintenance personnel will remove all tie- 
down cables, strapping, blocking, and the like, which 
secvire the crated orsidd-mounteti compoiients to the 
bed of the carrier. Ucfe)* to figure 2-1 and reinov^e all 
tie-downs and blocking. 

h. Use a suitable lifting device of sufficient capaci- 
ty, and remove the crated or skid-mounted compo- 
nents from the bed of the cm rier. 

2-2. Unpacking the Refrigerator 

Remove banding, crating, and blocking, being ex- 
tiemely careful not to damage the panels. If sldd 
mounted, cut the strapping and remove cushioning 
and spacers. Unpack separately packed components 
from the container. Remove tape from drains, 
switches, and ])Ower receptacles. 

2-3. Inspecting and Servicing Equipment 

a. Inspeclinf/. 

(1) Make a complete visual inspection of all com- 
ponent parts of the prefabricatcvl refi’igerator for 
loss of parts or damage which may have occurred 
during shipment. 

(2) 'Ughten all loose mounting hardware and 
replace damagetl or missing parts. Inspect for a clog- 
ged drain strainer. Make certain all latches are in 
proper working condition. 

(3) Before placing any panel in position, make 
certain all panel hooks rotate fi’ecly and are rotated 
fully counterclockwise. Remove all foreign material 
from ?)aiiGl fastener recesses and make sure hooks 


h. Servicing. 

(1) Perform the quarterly preventive mainte- 
nance services (para 3-7). 

(2) Lubricate all latches and hinges (para 3-4). 

(3) Wipe all moisture from doors and door gas- 
kets. 

2-4. Installation and Setting-Up Instructions 

a. The refrigerator must be setup on a flat, level 
surface or platform capable of withstanding 250 
pound.s per square foot. It is desiiable to pick a 
shaded area to i no-ease the efficiency of the rc- 
fngerator. 

/>. The refrigerator may be set up inside or outside 
a shed or building. 

6*. Set up the refrigerator in the numerical sequ- 
ence as illustrated in figure 2-2 commencing with a 
corner panel A. Assembly may commence in both 
directions, ending with a corner panel A. It may be 
necessary to remove a corner panel to facilitate in- 
stallation of the last wall panel B. 

d. Fasten the refrigerator panels together as in- 
structed in fig^^re 2-3. 

2-5. Installation of Separately Packed 
Components 

а. Install the ramp in its proper location shown in 
figure 2-2. 

б. Install the floor racks in their proper position in 
tile I'efrigerator. 

e. Refer to figure 2-4 and install the light as in- 
structed. 

d. Refer to figure 2-4 and install the thermometer 
as instructed. 

e. Install tape over panel joints in figure 1-2. Tape 
should be installed on roof Joints first and then the 
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SCREW (21 





2-6. Dismantling for Movement 

a. Disconnect the external power supply cable. 

NOTE 

Remove tape from all joints before disas- 
sembly of panels. 

b. Refer to figure 2-4 and remove the light assem- 
bly in the reverse order of installation. 

c. Refer to figure 2-4 and remove the tliermometer 
in the reverse order of installation. 

d. Refer to figure 2-3 and disconnect the re- 
frigerator panels in Uie 2 ’e verse order as shown. 

e. Refer to figure 2-2 and disassemble the re- 
frigerator in the reverse order of assembly. 

/. Crate the components in the original shipping 


crates, if available. For shoit distance, or if oiiginal 
shipping- crates arc not available, place the compo- 
nents in easily handled loads on skids. Place cushion- 
ing material and wooden spacers between surfaces 
that are easily damaged. Secure the sldds with metal 
banding. Cushion the thermometers with cellulose 
wadding or other cushioning material. Pack the 
cu.shioned items with ba.sic issue iteins in a suitable 
fiberboard container. 

(). Refer to paragraph 2-1 and load and secure the 

1- efr'ig-erator crates to the bed of the carriei*. 

2- 7. Reinstallation After Movement 

Refer to paragraph 2-1 and reinstall the prefabri- 
cated refrigerator as instructed. 


Section 111. CONTROLS AND INSTRUMENTS 

2-8. General tion of the prefabricated i-efngerator. 

This section describes, locates, illustrates, and fur- 2-9. Controls and Instruments 
nishes the operator, crew, or organizational mainte- The purpose of the controls and instruments and the 

nance personnel sufficient information about the normal and maximum reading of the instruments 

various controls and instrvunents for proper opera- are illustrated in figure 2-6. 


Section IV. OPERATION OF EQUIPMENT 


2-10. General 

The instructions in this section are published for the 
information and guidance of the personnel responsi- 
ble for the operation of the prefabricated re- 
fngerator warehouse. 

2-11. Operation Under Usual Conditions 

a. After the refrigerator is assembled and the re- 
fngeration unit has been connected, the refrigerator 


from entering the refngerator. 

2-12. Operation Under Rainy or Humid 
Conditions 

If the unit is installed outside, protect the hinges and 
latches by coating them with a wateiproof sub- 
stance, such as gTcasG or heavy oil to prevent rust or 
corrosion. Use canvas or other water proof material 
to protect the unit as much as possible in order to 
















CHAPTER 3 


OPERATOR AND ORGANIZATIONAL MAINTENANCE INSTRUCTIONS 


Section I. OPERATOR AND ORGANIZATIONAL MAINTENANCE TOOLS AND EQUIPMENT 


3-1. Speciol Tools ond Equipment 

No special tools or equipment are required 
by the operator or organizational maintenance 
personnel for the maintenance of the prefabri- 
cated refrigerator warehouse. 

3-2. Bosic Issue Tools and Equipment 

Tools and repair parts issued with or auth- 


orized for the prefabricated refrigerator are 
listed in the basic issue items list. Appendix B 
of this manual. 

3-3. Organizational Mointenance Repair 
Ports 

Organizational maintenance repair parts arc 
listed and illustrated in Appendix D. 


Section if. LUBRICATION AND PREVENTIVE MAINTENANCE SERVICES 


3-4. Lubrication 

The prefabricated refrigerator requires lu- 
brication of the door hinges and latch only. 
Clean the hinges and latch with an approved 
cleaning solvent and apply a lightweight oil 
sparingly as required. 

3—5. Preventive Maintenance Services, 
General 

To insure that the prefabricated refrigerator 
is ready for operation at all times, it must be 
inspected systematically, so that defects may be 
discovered and corrected before they result in 
serious damage or failure. The necessary pre- 
ventive maintenance services to be performed 
are listed consecutively and are described in 
paragraphs 3-6 and 3-7. The item numbers 
indicate the sequence of minimum inspection 
requirements. Defects discovered during op- 
eration of the unit shall be noted for future 
correction, to be made as soon as operation has 
ceased. Stop operation immediately if a de- 
ficiency is noted during operation which would 


3-6. Dally Preventive Maintenance Services 

This paragraph contafns an illustrated tab- 
ulated listing of preventive maintenance serv- 
ices which must be performed by the operator 
or crew. The item numbers arc listed con- 
secutively and indicate the sequence of min- 
imum requirements. Refer to figure 3-1 for 
the daily preventive maintenance services. 

3—7. Quarterly Preventive Maintenance 
Services 

a. This paragraph contains an illustrated 
tabulated listing of preventive maintenance 
services which must be performed by organiza- 
tional maintenance personnel at quarterly in- 
tervals. A quarterly interval is equal to 3 
calendar months or 250 hours of operation, 
whichever occurs first. 

b. The item numbers are listed consecutively 
and indicate the sequence of minimum require- 
ments. Refer to figure 3-2 for the quarterly 
preventive maintenance services. 
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REFRIGERATOR. Inspect panels for serviceoble condiHon and replace if 
necessary. 


DOORHANDLES^ LATCHES AND HINGES. Inspect for crocks, breaks, 

^ excessive wear, loose or missing hordware. Replace as necessary. Polish 3-22 
door handle, OH hinges with OE periodically. 


3 POWER RECEPTACLE . Inspect receptacle and cover for cracks and breaks. 
Reploce as necessory. Clean all parts with on approved solvent and dry 
thoroughly. 


PILOT LIGHT LAMP. Inspect for proper operation ortd domage. Replace 
as necessary. Cleon cover and lens witli an approved solvent and dry 
thoroughly. 


5 CONVEYOR POOR. Inspect door for cracks, breaks, weather stripping 


■ 














iiyciulwf Li^iir kurnp 

a. Rcvwval. Refer to figure 3-3 and j’emove 
tliG refrigerator light lamp. 

h. l7istallatio7t. Refer to figure 3-3 and in- 
stall the refrigerator light lamp. 

3—10. Pilot Light Lomp 

a. Removal. Refer to figure 3-4 and remove 
tHe pilot light lamp. 

b. Jnstallatioji. Refer to figure 3-^1 and in- 
stall the pilot light lamp. 

3 — 11. General 

Thi.s section provides information useful in 
diagnosing and correcting unsatisfactory op- 
oi'ation or failure of the refrigerator and its 
oomponents. Each trouble symptom stated is 
followed by a list of probable causes of the 
trouble. The possible remedy recommended is 
cl escribed opposite the probable cause. 
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Fiyure 3 ~S. Refrigerator tight lamp, removal 
and inatailation 







LOOSEN SCREW {4).! 
REMOVE PILOT COVER. 


r/-' 1 ! 


UNSCREW LAMP. 


riB' I 



3-12. Lights Inoperative 

Probabfe cause Hoss)h!e remedy 

Defective switch Replace switch (para. 

3-19). 

Loose wiring“ connections Tighten wiring connections 

and repair wiring. 

Defective receptacle - .. Replace receptacle (para- 

3-18). 

External power supply . Connect power supply. 

3-13. Drains Inoperative 

Probable cause Possible remedy 

Clogged drain Clean drain strainer. 

Cap on drain outlet Remove cap from outlet. 

Drain pipe clogged Remove strainer and clean 

drain pipe (para. 3-32). 


3-14. Refrigerator Does Not Retain Pr< 
Cooling Temperature 

Probable causa PoaaiWe tetnedy 


Door striker plate not 
properly adjusted 

Door gasket worn or 
missing 

Door defective 

Outside or inside skin 
damaged 


Adjust striker latch 
3-22) . 

Replace gasket (part 
3-28). 

Replace door (para. 1 

Repair or replace pai 
(para. 3-30). 


Section V. ELECTRICAL COMPONENTS 


3-15. General 

The electrical components of refrigerator are 
the inside light, pilot light, light switch, and 
plug receptacle with the necessary wiring to 
complete the circuit. 


3—16. Refrigerator Light Assembly 

a. Removal. Refer to figure 2-4 and ret 
the refrigerator light assembly. 

b. Installation. Refer to figure 2-4 an( 
stall the refrigerator light assembly. 



3-17. Pilot Light 

a. Removal. 

(1) Refer to paragraph 3-10 and rcr 
the pilot light cover. 

(2) Refer to figure 3-5 and remove 
pilot light socket. 

h. Installation, 

(1) Refer to figure 3-5 and install 
pilot light socket. 

(2) Refer to paragraph 3-10 and in 
the pilot light cover. 

3-18. Plug Receptocle 

a. Removal Refer to figure 3-6 and ren 
the plug receptacle, 

fe. Installation. Refer to figure 3-6 and 

-. 1^11 ^1 i .^ 



A. COVER 



B. RECEPTACLE 

ME 4110.204»13/3«6 C2 


Figure S-(]. Plug receptacle, removal and installation. 

Section VI. REFRIGERATOR COMPONENTS 


3~20. General 

This section pj'ovides orgaivizationa'l mainte- 
nance pei’sonnel with 'instruction necessary for 
maintenance of 'the iref-nigera)tor components 
which consists of walk-in dooi' panels, convey- 
or door panels, waW panels, corner panels, floor 
and nroaf panels, haidwood floor racks, and the 
necessary hardware to complete tlie i’efi''ig&ra- 
toi*. 

3-21. Walk-In Door 

a. Removal. Refer to figure 3-8, and remove 
the wa'lk-in dooi’. 

b. Installation. Refer to figure 3~8 and an- 
sitaH the walk-in door. 


b. Installation. Refer to figure 3-9, and in- 
stall the walk-Jin do-or handles ami latch. 

c. Adjnstment. Refer to figure 3-9, and ad- 
just the striker latch to provide an airtight 
fit when thedooiriis closed. 

3--j 2'3. Conveyor Doon 

a. Removal. Refer to figure 3-8, and remove 
the conveyoi' dooi*. 

b. Installation. Refer to figure S-^S, and in- 
stall the conveyor door. 

3—24. Conveyor Door Latch and Handle; 

The 1800J model refrigerator conveyor door 
latch is identical to the walk-'in door latch, 
a. Removal. 

d) Refer to figure 3-10. and remove the 




RPKipVE:^rREW, (4). 



REMOVE SCREW (2). 
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(REM OVE rs wi:ilf:?»i';Ei 
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b. Installation, 

(1) Refei^ to figrure 5-U, and dnsitafll the 
conveyor door laifcdh. 

(2) Refer to figure 3-10, and install the 
oonveyotf’ door handle. 


Figwe 8-7, Light switch, removcU and imtallation. 


3-2'5. Conveyor Door Roller 

The 1800J model refnigeratar does -not have a 
conveyor door roliler. 

a. Removal, Refer to figure S-IO, and re- 
move the conveyor door roller. 

siJi 3-10. »nd in- 

staJil the con veyor door rollers. 

3-2<. Conveyor Door Curtain 

Removal. Refer to figure S-10. anH 


O', Romoval. Refer to ^< 15 ^ 1111*6 
move ibhe conveyor door can'opy. 

b. Installation, Refer to "fig 
install the conveyor door cam>pj 


NOTE 


On the 600-cu. ft., Type I u 
4110-269-15096) and the 1 
(FSN 4110-287-3161), all 
keta are aittached with sitaph 
of retainers and retainoi* b 
remove gaskets, pry out ist£ 
a common ■sci'ewdfniver, At 
gaskets wiith sitaples (0. 63 v 


NOTE: OPEN THE DOOR AND USE SUITABLE 
BLOCKING BEFORE REMOVING DOORS. 



NOTE: REMOVE ALL REMAINING WALK-IN DOORS OR CONVEYOR 

DOORS IN THE SAME MANNER. we 10.204-13, 3 -t j 


f'iffiire S-R. WaJk-in ami conveyor (loot h, reoiwal mid in.<itntlation. 


3‘’29. Pan©l Clamp Assemblios 5. Refyair. When the skin of the panels is cracked 

a. Removal. Refer to fif^ure 3 - 13 , and remove the torn, or punctured, thereby exposing the insulation, 
panel clamp assemblies. the refrigerator will not cool properly and must be 


(e) Apply tape over the entire patch area and 
the panel is ready for use. 

(S) For damaged areas up to 144 sq . in., follow 
above steps for use of repair kit, but apply epoxy to 
cloth, nylon, or like type material which has been cut 
to 2 to 3 inches greater in each direction of the hole to 
be covered. 

(q) Affix the patch over the damaged area. 
(h) Tape the patch in vertical and horizontal 
directions so that the patch will not move while 
curing. It will take approximately 2 hours for the 
patch to adhere properly. 

(2) Major Repairs. 

(a) Obtain a metal plate large enough to cover 
the damaged area. 

(b) Apply a watertight sealer between the 
metal plate and the surface of the panel to be 
repaired. 

(c) Press plate tightly against the panel, and 
secure it with sheet metal screw.s. 

NOTE 

If the fiberglass insulation should become 
saturated with moisture due to leakage of 
the panel, the panel should be removed 
and the moisture baked out of it. If the 



The 1800J model refrigerator 
polyurethane insulation. 
c. Installation. Refer to paragraph 24, ai 
the refngerator panels. 

3-31. Thermometer 

a. Removal Refer to paragraph 2-5, an( 
the thermometer from the door panel. 

b. Installation. Refer to paragraph 2-6 at 
the thermometer on the door panel. 

3-32. Drain Strainer 

a. Removal. Refer to figure 3-14, and rer 
drain strainer. 

b. Installation. Refer to figure 3-14, and ir 
drain strainer. 

3-33. Slide Bolts 

a. Removal. Remove the four screws tht 
the slide bolts to the partition panels, and rei 
slide bolts. 

b. Installation. Position the slide bolts 
partition panels, and secure them with foui 
ing screws. 





;; NOTE: REMOVE THE REMAINING CONVEYOR DOOR 
. COMPONENTS IN A SIMILAR MANNER. 







CHAPTER 4 

DIRECT SUPPORT MAINTENANCE INSTRUCTIONS 


Section 1. GENERAL 


. Scope 

. These instructions are published for the use of 
jct support maintenance personnel maintain- 
the pane) type prefabricated refrigerator. They 
vide information on the maintenance of the 
ipment, which is beyond the scope of the tools, 
lipment, personnel, or supplies normally avail- 
B to using organizations. 


6. Report all equipment improvements recom- 
mendations as prescribed by TM 38'750. 

4-2. Record and Report Forms 

For record and report forms applicable to direct 
support maintenance, refer to TM 38-760. 

M)(e. Applicable forms, excluding Standard Form 46 which 
is carried by the operator, .shall be kopt in a canvas bag mount- 
ed on the equipment. 


Section II. DESCRIPTION AND TABULATED DATA 


. Description 

a complete description of the prefabricated 
'igerator see paragraph 1-3. 

. Tabulated Data 

. General. This paragraph contains the time 
ndards and list of components necessary for 
struction of the various size refrigerators, 
er to paragraph 1-4 for general tabulated data. 

. T^me Standard}}. Table 4-1 lists the number of 
n-hours required under normal conditions for 
ious operations in the maintenance and repair 
:he prefabricated refrigerators. The man-hours 
ed arc not intended to be rigid standards. Under 
'erse conditions, the operation will take con- 
erable longer; but under ideal conditions with 
hly skilled mechanics, most of the operations 
I be accomplished in considerably less time. 

Table 4' J. Time Standarde 

Kemoval and Replacement 


600 cu ft Unit 

8.0 

1200 cu ft Unit 

16.0 

1800 cu ft Unit 

2.1.0 

3000 cu ft Unit 

40.0 

4000 cu ft Unit 

51.4 

Type 11. Class I: 

400 cu ft Unit 

5.3 

600 cu ft Unit 

8.0 

800 cu ft Unit 

10.6 

1200 cn ft Unit 

16.0 

1400 cu ft Unit 

18.6 

1600 cu ft Unit 

21.2 

Floor rack a.‘?.scmbly (each) 

0.7 

Panel assembly (each) 

2.1 

Roller 

0.2 

Gasket 

1.5 

UneluOe.s removal and installation 
of strip) 

Curtain, conveyor door 

0.6 

(Includes removal and installation 
of strips) 

1‘artilion a.ssembly 

2.5 

Clamp and striker assembly 

3.4 

Barrel bolt assemblies 

0.8 

Door panels 

3.2 


Htmr* 





Lamp 

0.3 

(Includes removal and installation 
of guard and cover). 


Cover 

(Includes removal and installation 
of gviard). 

0.2 

Gasket 

(Includes removal and installation 
of guard, cover and fittings) . 

0.4 

Power receptacle assembly 
(Includes removal and installation 
of guard, cover gasket and 
wiring). 

0.4 

Cover and gasket 
(Includes removal and installation 
of guard). 

0.2 

Guard, power receptacle 
(Includes removal and installation 
of chain). 

0.2 

Thermometer 

0.2 

Strainer assembly 

1.8 


(Includes removal and installation 
of plug). 


Canopy 

(Includes removal and installation 
of panels). 

Ramp 

c. Refrigerator Component Data. Tab 
and 4-3 list itihe type and ■number of 
■and obher components necessary for co 
tion of all sizes of tbhe Type I and T; 
Class I .re fii'i senators. Refer fco figures 4 
4-2 for •nomenclature identifier callouts 
■in the tables. 

NOTE 

The ramp and conveyor panel wi'. 
door are optional. When noit require 
the conveyor panel wifcli door is r< 
placed by a standai'd walll panel. Tt. 
1800J Model Refnigerator is B-imlla 
to the Type I, Class I refrigerato. 
For the 1800J unit, the ramp, cor 
veyor panel, and J Panel are optionaf. 
and when the ■oonveyor panel is re 
quired, it replaces other standaa'd wal 
panels. 
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4 
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(KL) 

2 


2 
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2 

2 
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2 

3 

5 
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GENERAL MAINTENANCE INSTRUCTIONS 


Section L SPECIAL TOOLS AND EQUIPMENT 


-1. Special Tools and Equipment 

There are no special tools or equipment 
“cessary to perform direct support mainte- 
ance on the pane) type prefabricated 
jfrigerators. 

-2. Direct Support Maintenance Repair 
Parts 

Direct support maintenance repair parts are 


listed and illustrated in Appendix D of this 
manual. 

5-3. Specially Designed Tools and Equip* 
ment 

There are no specially designed tools or 
equipment necessary to perform direct support 
maintenance on the pane! type prefabricated 
refrigerator. 


Section II. DIRECT SUPPORT MAINTENANCE INSTRUCTIONS 


■4. General 

Direct support maintenance personnel are 
isponsible for replacement of the prefabri- 
ited refrigerators when it becomes necessary 
lat the entire units be replaced. Replacement 
the data plates which are located on the 
alk-in doors is also a responsibility of direct 
ipport maintenance. 


5-5. Prefobricoted Refrigerator 

n. Removal. Refer to paragraphs 3-30 and 
2-6 and remove all ceiling panels, walk-in door 
panels, conveyor door panels, evaporator panels, 
corner panels and floor panels. 

h. histallathn. Refer to paragraphs 3-30 
and 2-4 and install all floor panels, corner 
panels, evaporator panels, conveyor door 
panels, walk-in door panels and ceiling panels. 



MrrciMuiA M 

REFERENCES 


Rre Protection 

4200-200-10 

Operating Instructions 

4110-203*16 
4110-209-16 
4! 10-210-14 
4110-212 16 
41J0-2IS-16 
4110-221-14 
4110-226-14 
4110-227-14 
4U0-228-14 


Hand Portable Fire Extinguishers Approved for Army Users. 


Refrigeration Unit, Pane! Type, 9,000 BTU 
Refrigeration Unit, Panel Type, 5,000 BTU 
Refrigeration Unit, Pane! Type, 5,000 BTU 
Refrigeration Unit, Panel Type, 10,000 BTU 
Refrigeration Unit, Panel 'Type, 10,000 BTU 
Refiigeration Unit, Pane! Type, 5,000 BTU 
Refrigeration Unit, Panel Type, 10,000 BTU 
Refrigeration Unit, Panel TVpe, 10,000 BTU 
Refiigeration Unit, Panel Type. 10,000 BTU 


TM 5-4U0-2O4-13 

APPENDIXB 

BASIC ISSUE ITEMS LIST AND ITEMS 
TROOP INSTALLED OR AUTHORIZED 


Section 1. INTRODUCTION 


64. Scope 

This appendix lists items required by the operator 
for operation of the refrigerator. 

B‘2, General 

This list is divided into the following sections: 

а. Basic Issue Items List— Section II. Not ap- 
plicable. 

б. Items Troop Installed or Authorized List— Sec- 
tion III. A list of items in alphabetical sequence, 
which at the discretion of the unit commander 
may accompany the refrigerator. These items are 
NOT SUBJECT TO TURN-IN with the refrigerator 
when evacuated. 

6-3. Explanation of Columns 

The following provides an explanation of columns 
in the tabular list of Basic Issue Items List. Sec- 


tion n, and Items Troop Installed or Authorized, 
Section III. 

а. Source, Mainteyiance and Recoverability Code 
(SMR). Not applicable. 

б. Federal Stock Number. This column indi- 
cates the Federal stock number assigned to the 
item and will be used for I'equisitioning purposes. 

c. Description. This column indicates the Fed- 
eral item name and any additional description of the 
item required. 

d. Unit of Measure (U/M). A two character alpha- 
betic abbreviation indicating the amount or quan- 
tity of the item upon which the allowances are 
based, e.g., ft, ea, pr, etc. 

e. Quantity Furnished tvith Equipmeyit (BIIL). 
Not applicable. 

f. Quantity Authorized (Items Troop Installed or 
Authorized). This column indicates the quantity 
of the Item authorized to be used with the equip- 
ment. 


Section III. ITEMS TROOP INSTALLED OR AUTHORIZED LIST 



13) 


13) 

SMR 

code 

Federal aloa)! 
number 

1 Rer. No. * Mtr 

Oeeoription 


14) 4B) 

Unit Qty (kuth 


Uieble 


o( 

meas 







APPENDIX C 


MAINTENANCE ALLOCATION CHART 


Section I. INTRODUCTION 


General 

ection I provides a general explanation 
maintenance and repair functions au- 
ed at various maintenance levels. 

■ection II designates overall responsibility 
s performance of maintenance operations 
I identified end item or component. The 
nentation of the maintenance tasks upon 
id item or component will be consiaten 
he assigned maintenance operations. 

ection III lists the special tools and test 
nent required for each maintenance op- 
n as referenced from Section II. 

lection IV contains supplemental instruc- 
explanatory notes and/or illustrations 
ed for a particular maintenance function. 

Explanation of Columns in Section 11 

functional Group Number. The func- 
group is a numerical group set up on a 
onal basis. The applicable functional 
ing indexes (obtained from TB 760-93-1 
ional Grouping Codes) are listed on the 
in the appropriate numerical sequence, 
indexes are normally set up in accord- 
vith their function and proximity t''> each 

Component Assembly Nomenclature. This 
n contains a brief description of the 
inents of each functional group. 

faintenance Operations and Mn.int.fi.nant'p. 


0/C — Operator or crew 
O — Organizational 
F — Direct Support 
H — General Support 
D — Depot 

The maintenance operations are defined as 
follows : 

A — SERVICE: Operations required periodi- 
cally to keep the item in 
proper operating condition, 
i.e., to clean, preserve, drain, 
paint, and replenish fuel, 
lubricants, hydraulic, and de- 
icing fluids, or compressed 
air supplies. 

B — ADJUST; Regulate periodically to prevent 
malfunction. Adjustments 
will be made commensurate 
with adjustment procedures 
and associated equipment 
specifications. 

C — ^ALINE: Adjust two or more components 
of an electrical or mechanical 
system so that their functions 
are properly synchronize’ or 
adjusted. 

D— CALIBRATE : Determine, check, or rectify 

the graduation of an in- 
strument, weapon, or 
weapons system or com- 
ponents of a weapons 
system. 



cipient electrical or mechanical 
failure by measuring- the me- 
chanical or electrical characteris- 
tics of the item and comparing 
those characteristics with au- 
thorized standards. Tests will be 
made commensurate with test 
procedures and with calibrated 
tools and/or test equipment ref- 
erenced in the MAC. 

O—REPLACE: Substitute serviceable com- 
ponents, assemblies and 
subassemblies for unserv- 
iceable counterparts or re- 
move and install the same 
item when required for the 
performance of other main- 
tenance operations. 


— lo limited 

maintenance level. 
J-REBUILD; Restore to a conditio 
rable to new b 
sembling to deteri 
. condition of each c( 
part and reassembli 
serviceable, rebuilt, 
assemblies, subas 
and parts. 


inttfotr„rK"lndLT“'“r’ 

encin. the Speci7Too, 

Requirements (Sec IIT^ 

IV) thnf rvan, u 

) that may be associated with m 
operations (Sec. II). 


* 1 — Kestore 


-V- « oci vittjaoie condi- 
tion by replacing unservice- 
able parts or by any other 
action required using avail- 

“u n ®‘I“'Pnient and 

skills-to include welding 
grinding, riveting, straighten- 
mg, adjusting and facing. 

OVERHAUL: Restore an item to 

Pletely serviceable condition 

by service- 
ability standards devel- 

“®'l*"tP“'>'ished by the 

commands) by 
employing techniques of 
apect and Repair Only as 
Necessary” (IRQ AN) 

a^Ttesr T lia^stic 

bi" ad wi h“ mr‘ 

"Overhaul” ° be‘ 

signed frv as- 

organi- 


. w. v.ojunin5 in 5 

a ImbCr”'’^ ' 

he number references the T and T 
s”nt3 thiT" •«" ‘''® ’■be fet 

item is to h . 'maintenance oper 

sente fve of f The letter 

ntative of columns A through J on 

the ™is color 

use S. maintenance auth 

use the special tool or test equipment. 

naL^“„r”s'“‘^Z “'‘"nn > 

name or identification of the tool 
equipment. 


manuteo , This column 

eraf^fooi Pa^ "umb 

eral stock number, of tools and test 


C-4. Explanation of Columns in 

Thiscolurar 

ariefir by a dash, bo 

are references to Section II, The 
references column T. .n. 


Section 11 MAINTENANCE ALLOCATION CHART 


MatnU-nanre Note 

1<?vel8 tl<‘f 

Malntennncf! 

operations 




Component assembly nomenclature 

BODY CHASSIS OR HULL, AND ACCES- 
SORY ITEMS 

Data Plates: 

Plates, Data 

STORAGE EQUIPMENT COMPONENTS 
Refrigerator; 

Refrigerator 

Rack assembly, floor 

Panel assemblies, prefabricated 

Roller; gasket; conveyor door . 

Partition assembly 

Clamp and strike assemblies; 

barrel bolt 

Door panels; door latch and 

hinge assemblies 

Lock, door latch 

Light assemblies 

Bulb (lamp) 

Switch assembly, light 

Cover; gasket; guard; light 

Receptacles, power 

Cover; gasket; guard; power receptacle ... 

Thermometer 

Strainer assembly, drain . 

Canopy; ramp 




F O 
O . 
O O 
O 

O O 

O 

O . 
O 

! 

o 

0/C 

0 

o 

o 

o 

0/C 

o 

o 



T&Tii Komi 






















Reference 

code 


Remerke 





APPENDIX D 


REPAIR PARTS LIST 


Section I. INTRODUCTION 


D*1. Scope. 

This index contains a list of repair parts and 
equipment required for the performance of 
organizational and direct support maintenance of 
the prefabricated refrigerator. 

0-2. Oenerai. 

This repair parts and special tools list is divided 
into three principal sections and a National stock 
number index. 

n. Section 11: Prescribed Load Allowance List 
fPLA). A consolidated listing of repair parts 
quantitatively allocated for initial stockage at the 
organizational level. This is a mandatory 
minimum stockage allowance. 

b. Section III: Repair Parts List. A list of 
repair parts authorized for the performance of 

I maintenance at organizational level. 

c. Section IV: Repair Parts List. A list of 
repair parts authorized for the performance of 
maintenance at the direct support level. 

d. Allowances are based on 5,000 hours opera- 
tion per year. 

e. Part I applies to all models. Part 11 applies to 
type I models only. Part III applies to type II 
models only. 

D-3. E X pi o not Ion of Columns. 

The following provides an explanation of col- 
umns in the tabular lists. 

a. Source, Maintenance, and Recoverability 


M Applied to repair parts which are not 
procured or stocked but are to be 
manufactured at indicated 
maintenance categories. 

X2 Applied to repair parts which are not 
stocked. The indicated maintenance 
category requiring such repair parts 
will attempt to obtain them through 
cannibalization; if not obtainable 
through cannibalization, such repair 
parts will be requisitioned with sup- 
porting justification through normal 
supply channels. 

C Applied to repair parts authorized for 
local procurement. If not obtainable 
from local procurement, such repair 
parts will be requisitioned through nor- 
mal supply channels with a supporting 
statement of nonavailability from local 
procurement. 

(2) Maintenance code indicates the lowest 
category of maintenance authorized to 
maintain the listed item. The 
maintenance level codes are: 

Code Explanation 

O Organizational Maintenance 

F Direct Support Maintenance 

(3} Recoverability code indicates whether 
unserviceable items should be returned 
for recovery or salvage. Items not coded 
are expendable. 


d. Unit of issue indicates the unit used as a 
basis of issue, e.g., ea, pr, ft, yd, etc. 

e. Quantity incorporated in unit pack indicates 
the actual quantity contained in the unit pack. 

/. Quantity incorporated in unit indicates the 
quantity of repair parts in an assembly. Where an 
asterisk appears, refer to Table 4—2 and figures 
4—1 and 4—2 for quantities applicable to a par- 
ticular model. 

g. Fifteen-Day organizational maintenance 
allowance. 

(1) The allowance columns are divided into 
four subcolumns. Indicated in each sub- 
column is the quantity of items authoriz- 
ed for the number of equipments sup- 
ported. Items authorized for use as re- 
quired but not for initial stockage are 
identified with an asterisk in the 
allowance column. 

(2) The quantitative allowances for 
organizational level of maintenance 
represents one initial prescribed load for 
a 15 day period, for the number of 
equipments supported. Units and 
organizations authorized additional 
prescribed loads will multiply the number 
of prescribed loads authorized by the 
quantity of repair parts reflected in the 
appropriate density column to obtain the 
total quantity of repair parts authorized. 

(3) Subsequent changes to allowances will be 
limited as follows: No change in the range 
of items is authorized. If additional items 
are considered necessary, recommenda- 
tion should be forwarded to US Army 
Troop Support and Aviation Materiel 
Readiness Command for exception or 
revision to the allowance list. The range 
of items authorized will be made by this 
Command baaed upon engineering ex- 


identified with an asterial 
allowance column. 

(2) The quantitative allowances fo 
of maintenance will represt 
stockage for a 30-day perio 
number of equipments support 

/. Illustration. 

(II Figure number indicates t 
number of the illustration by 
item is shown. 

(2) Item or symbol number indi 
callout number used to referenc 
in the illustration. 

D-4* Special Information. 

Quantity shown in quantity incorporat 
reflects total for all units. Refer to figure 
4—2 for quantity of specific unit. 

0«5. How to Locate Repair Parts. 

a. When National stock number is uni 

(1) First. Using the index of 
determine the functional ^ 
subgroup, i.e., engine, engine 
transmission, transmission < 
within which the repair part bel< 
is necessary because separatf 
tions are prepared for function 
or subgroups, and listings are d 
to functional groups. 

(2) Second. Find the repair part il 
in the back of the publication co 
functional group or subgroup to 
repair part belongs. 

(3) Third. Identify the repair pa 
illustration figure and item nurr 
repair part. 

(4) Fourth. Using the repair par 


: number. This index is arranged in al* 
srlc sequence cross-referenced to page num- 
manufacturer's code. 

jecond. Refer to the appropriate page in 
s listing. Locate the functional group or 
3 of the repair part and the illustration 
nd item number as indicated in the last 
jmns of the parts listing. 

breviations 


diameter 

each 

foot (feet) 
inside diameter 
inch{es) 
long (length) 
number(s) 


npt National Pipe Thread 

thk thick (ness) 

V volt(s) 

w watt(s) 

w wide (width) 


D-7. Federal Supply Codes 

53853 Mid-South Industries, Inc. 

87308 Capital Bolt & Screw 

16245 Senco 

32761 Kason 

74545 Hubbei 

72764 Southern Electric 

87518 Standard Keil 

64467 Wexler 

75915 Southern Radio Supply 

74951 Jarrow 


Section II. PRESCRIBED LOAD ALLOWANCE 


1) 

leral | 

ock 

nbcr 

(2) 

Description 

I 

(2) 

15-Day Org. 

Maine. Aliowancc 


j (a) 

1-5 

t 

1 (b) 

6-20 

1 

(c) 

21-50 

ui> 

51-100 


LIGHT, PILOT 

(53853) 447-6063-001 -534-AADSI 

i 22 

55 

1 

110 

231 


SWITCH 
(74545) 1251 

1 2 

3 

7 

14 


GASKET: vertical 
(53853) 5804 

4 

6 

i 

12 

26 


GASKET: vertical 
(53853) 5805 

8 

1 

20 

40 1 

84 


GASKET; bottom 
(53853) 5806 

8 

20 

40 

84 


GASKET: top 

(53853) 5803 I 

I 

8 ■ 

1 

20 

40 

84 









(II 

(<i 


■ 


IS'Day Orgnm2aiion3l 
Maintenance 

m 

Federal/Nalional 

slock 

number 

D«<rtpil,n 

on 

Ref number & mfi code code 

m 

B 

Oiy 

inc 

in 

unit 

la) 

1-5 

(b) 

6-20 

ICI 

21-50 

idi 

SilOO 



Section 3 - Repair Parts List for 
Organizational Level 

Part ! 

Group 80 — Storage Equipment 
Components 

8000 - Refrigerator Warehouse 







X20 


Door, Walk-in 53853 90105 

ea. 


* 

* 

* 


MO 


Gasket, Door, Fab From 

ft. 






MO 


Rubber Sponge 74951 PHD*502N-1 

(18'4" required for each gasket) 



SEE 

GRf 

95C 

1 

PO 


Hinge, Door 32761 1245 

ea. 

» 

« 

•* 

* 

* 

PO 


Latch Assembly 32761 K-56 

ea. 




9k 

« 

PO 


Screw, Hinge, Mtg. 87308 C004 

ea. 



* 



PO 


Screw, Latch, Mtg. 87308 C004 

ea. 

Ik 


* 


9k 

X20 


Panel A, Corner 53853 90113 

ea. 


9k 

* 

* 


PO 


Camlock 53853 90021 

ea. 

* 

SEE 

GRf 

95C 

1 

MO 


Gasket, Panel 

Fab From 

ft. 






MO 


Rubber Sponge 74951 NX502B-1 

(13' required for each gasket) 



SEE 

GRF 

95C 

1 

PO 


Screw, Camlock Mtg 87308 C003 

ea. 

* 

* 

* 

* 

* 

X20 


Panels, Wall 53853 90114 

ea. 

* 





PO 


Camlock 53853 90021 

ea. 


SEE 

GRF 

' 95C 

1 

MO 


Gasket Panel 

Fab From 

ft. 

♦ 





MO 


Rubber Sponge 74951 NX502B-1 

roniiirorl fnr oa^h nack’ot) 



SEE 

GRI 

95( 

1 







(2, 


(3l 



(5) 


<6; 


I7i 







IS Ua) Organinatronaf 

Ului- 





Unit 

Oi) 

Maintenance a]w 


(ration 

ederal 'National 

iJMcnption 

Usablf • 










of 

inc 





(ai 

(bl 

number 



on 

nreas 

! in 

(a) 

ibi 

(Cl 

(d) 

f'i 

Item 

Ref number &. mfr code 


code 


unit 

1-5 

6-20 

21-50 

5M0O 

No. 

No. 


Gasket, Panel 

Fab From 



ft. 









Rubber Sponge 

32761 

NX502B-1 



SEE 


OTP 

11 




(13" required for each gasket) 

1 








3M)M3S-9943 

1 Cap, Receptacle 

74545 

4884 

! 

1 ea. 

1 * 


* 



D4 

22 

3SO0-222>0072 

1 Boot, Receptacle 

74545 

7440 

1 

[ ea. 

2 





D4 

21 


Receptacle, Female 74545 

7484 

1 

ea. 

♦ 

* 



* 

D4 

21 


Plug 




i 







1 

1 

Receptacle, Male 

74545 

7486 

ea. 

2 





D4 

18 

i 

i 

Pilot Light 

53853 

477-6063- 

ea. 

1 * 


•H 

* 

* 

1 D4 

27 

1 

Assembly 


MDSI 




1 

\ 


i 



Cover, Pilot Light 

53853 

25-1-SGS- 

ea. 



1 

1 

i 

* 

1 

D4 

27 



MDSI 1 



j 







Vapor Proof Light 
Assembly 

87518 

VBB100PC 

ea. 


1 

* 

1 


' » 

! 

1 

D4 

4 

1 


Screw Camlock Mtg.87308 

C003 

ea. 

* 

* ; 

* 


* 


13 


Screw, Cover Mtg, 

87308 

C006 

1 

ea. 


» 

# 


# 




Screw, Light Mtg. 

87308 

C005 

ea. 


JF 

# 

* 


D4 

5 


Screw, Pilot Light 

87308 

C006 

ea. 

* 

U 



« 

04 

23 


Screw, Receptacle 

87308 

C007 

ea. 

* 



* 


04 

19 


Screw, Strike Mtg. 

87308 

C004 

ea. 




# 

♦ 

04 

25 


Switch 

74545 

1251 

ea. 


2 

3 

7 

14 

D4 

16 


Switch Cover 

74545 

1750 

ea. 

1 

* 



n 

D4 

16 


Screw, Switch Mtg. 

87308 

C006 

ea. ‘ 

1 

■ 

« 

« 

* 

* 

D4 

17 


Thermometer 

fi44R7 

79fia 

ea. ’ 

H 

m 

« 

« 

* 

□ 4 

14 


















(1) 


(2) 


(J) 




lOJ 

1 S'Day Oiganizatiunat 
Maintenance alw 


SMR 

code 


PO 


Federal/National 

stock 

tvumbef 


Ref numbei i mfi code 


Description 


Usable 

on 

code 


Unit 

of 

meas 


Oly 

tnc 

ill 

unit 


(a) 

1-5 


(bl 

6-20 


let 

2I-S0 


Idi 

SMOO 


Clip, Panel Wrench 75915 105002 


ea. 


* 


♦ 


MO 


Gasket, Panel 
Fab From 


MO 

PO 

PO 

X20 


CO 


X20 

CO 


Rubber Sponge 74951 NX502B-1 
{13' required for each gasket) 

Screw, Cam lock 87308 C003 

Mtg. 

Screw, Clip Mtg. 87308 C005 

Thermal Strip: 53853 90110 

Horizontal, 

Masonite, 

Fab From 

Building Board, 

Hard Pressed, 

Vegetable Fiber 

(5X2" X 38 9/16" required for 

each Thermal Strip) 

Thermal Strip: 53853 90111 

Vertical, Masonite 
Fab From 

Building Board, 

Hard Pressed, 

Vegetable Fiber 

(BVa" X 55 X 2 " required for each 
Thermal Strip) 


ft. 

ea. 

ea. 

ea. 


ea. 


SEE GRP 9501 


X20 


Panel H-1: 53853 90133 

Partition 


ea. 


♦ * * 


PO 

PO 

MO 

MO 


Bolt, Barrel 
Gasket, Bottom 
Gasket, Top 
Gasket, Vertical 


53853 4842 
53853 5806 
53853 5803 
53853 5805 


ft. * 
ft. * 
ft. * 


SEi; GR' 9901 
SEC GR ’ 9901 
SEliGR ’ 9901 












(11 

I2l 

SMR 

cc* 

FederaWNational 

itock 

number 

MO 


MO 


PO 


X20 


PO 



PO 



Gasket, Top 
Gasket, Vertical 


Screw, Barrel 
Bolt Mtg. 


Panel H-3: 
Partition 


Bolt, Barrel 
Gasket, Bottom 
Gasket, Top 
Gasket, Vertical 


Screw, Barrel 
Bolt Mtg. 



Gasket, Vertical 53853 5804 


Group 95 - General Use 
Standardized Parts 


9501 BULK material 

Rubber Sponge 74951 NX602B 

Tape, P.S. 53853 6818 

Group 99 - Parts Peculiar 
9901 — Parts Peculiar with more 
than one application 

Gasket, Vertical 

Gasket, Bottom 


53853 5805 
53853 5806 




■■ 




Unii 

of 

Oi) 

inc 

in 

unit 

1 S-Uay Organ iulionai 
Maintenance al'A- 

m 

Federal /National 
Slock 
number 

Description , . . . 

Usable- 

on 

Ref number i mfr code code 

ial 

IS 

(hi 

6-20 

(C! 

21 -SO 




Section 3 - Repair Parts List for 
Organizational Level 

Part II 

Type i Assemblies 

Group 80 - Storage Equipment 
Components 

8000 — Refrigerator Warehouse 

ea. 

ea. 

ea. 






X20 


Floor Racks, 

Large 

53853 90023 

ea. 

* 


* 


« 

X20 


Floor. Racks, 

Small 

53853 90022 

ea. 

* 


* 

« 

» 

X20 


Panel, CL, 

Left Celling 

53853 90118 

ea. 


* 

* 

* 


X20 


Panel FL, 

Left Floor 

53853 90117 

ea. 

* 

# 



* 

PO 


Camlock 

53853 90021 

ea. 

* 

* 

* 

* 

* 

PO 


Drain, Inside 

53853 90131 

ea. 

* 


w 

* 

¥■ 

PO 

MO 

MO 


Drain, Outside 

Gasket, Panel, 

Fab From 

Rubber, Sponge 
50'8" required for 

53853 90130 

74951 NX502B-1 
each gasket 

ea. 

ft. 

* 

* 

SE 

* 

E GR 

* 

3 95 

* 

31 

It 

PO 


Screw, Camlock 
Mtg. 

87308 COOS 

ea. 

* 



it 


PO 


Screw, Drain Mtg. 

87308 C005 

ea. 

« 




« 

PO 


Screw, Strainer 
Mtg. 

87308 C005 

ea. 

* 


* 

* 











(4) 


IS) 





Ocscripiion 

Usable 

Ref number i mfr fude 

code 

Panel, FC 

Center Floor 

53853 90122 

Panel, CC 

Center Ceiling 

53853 90121 

Camlock 

53853 90021 

Gasket, Panel 

Fab From 


Rubber, Sponge 74951 IMX502B-1 

BCS'" required for each gasket 

Screw, Cam lock 
Mtg. 

87308 C003 

Panel A, Corner 

53853 90113 

Gasket, Panel, 
Fab From 


Rubber, Sponge 74951 NX502B-1 

13' required for each gasket 

Camlock 

53853 90021 

Pane! B, Wall 

53853 90114 

Gasket, Panel 

Fab From 


Rubber Sponge 74951 NX502B'1 

13'2" required for each gasket 

Camlock 

53853 90021 

Panel C, Door 

53853 90106 

Gasket, Panel 

Fab From 



C4) 

Unii 

of 

me as 

IS) 

Qly 

inr 

in 

unit 

lb) 

1 S'Day Organizational 
Maintenance alu 

l7) 

lUuv 

liaiion 

(at 

1-5 

(bi 

6 20 

Ici 

2 1-50 

Idt 

SMOO 

tai 

No. 

lb) 

Item 

No. 

ea. 

« 

* 

* 

« 


D1 

3 

ea. 

* 

* 

* 

« 

* 

D1 

3 

ea. 


SEE 

GRI 

' 99(1 

1 

D4 

12 







04 

6 

ft. 


SEE 

GRI 

' 95(1 

1 



ea. 



* 


* 

D4 

13 

ea. 

i 


i 

i 

1 

i 


D1 

9 



i 

1 

i 


i 

04 

6 

ea. 1 

1 


1 

SEE 

1 

GHl 

> 95( 

11 


i 

ea. 

* i 

1 





04 ' 

12 

ea. 

* 





D1 

10 


Re 





D4 

6 

ft. 


SEE 

■: GRI 

— — 

CO 

cyi 

11 



ea. 


SEE 

1 GR! 

1’ 99( 

11 

D4 

12 

ea. 






D1 

8 


Re 

f 




D4 

6 












PO 

PO 

PO 

PO 

PO 

X20 

MO 

MO 

PO 

PO 

X20 

X20 

MO 

MO 

PO 

PO 

PO 

X20 

X20 

X20 

MO 

MO 


Receptacle, rower /4b4b /4ob 
Plug, Power 74545 7484 

Boot, Receptacle 74545 7440 

Switch 74545 1251 

Light, Vapor Proof 87518 VBB100PC 
Door, Walk-in 53853 90105 

Gasket, Door 74951 PHD502N-1 
Fab From 


Rubber Sponge 

18'4" required for each gasket 
Latch Assembly 32761 K*56 

Hinge: RH 32761 1245 

Canopy 53853 90024 

Panel D, Evaporator 53853 90115 

Gasket, Panel 
Fab From 

Rubber Sponge 74951 NX502B-1 
13" required for each gasket 

Camlock 53853 90021 

Clip, Wrench 75915 105002 

Wrench, Hexagon 32761 1145 

Panel. FL. Left 53853 90117 
Floor 


Panel, FR, Right 53853 90119 
Floor 

Panel, FC, Center 53853 90122 
Floor 

Gasket, Panel 

Rubber Sponge 74951 NX602B-1 


ea. 

ea. 

ea. 

ea. 

ea. 

ea. 

ft. 


ea. 

ea. 

ea. 

ea. 

ft. 

ea. 

ea. 

ea. 

ea. 

ea. 

ea. 

ft. 


SEI 


SEE 

SEE 


GRR 


GRP 

GRf 


SEBGRR 9501 


95Q1 


95C1 

99C1 


( 2 ) 


Fed eraJ.' National 
stock 
number 


PO 
PO 
PO 
PO 
X20 

X20 

X20 


PO 

X20 

X20 


PO 


Description 

53853 90021 
53853 90131 
53853 90130 
53853 90132 
53853 90118 

53853 90120 
53853 90121 


Ref o umbet &. mfr code 

Camlock 

Drain, Inside 

Drain, Outside 

Strainer, Drain 

Panel, CL, Left 
Ceiling 

Panel, CR, 

Right Ceiling 

Panel, CC, 

Center Ceiling 

Gasket, Panel 
Fab From 

Sponge Rubber 74951 NX502B-1 
50'8^' required for each gasket 


53853 90021 
53853 90023 

53853 90022 


Camlock 

Floor Rack, 

Large 

Floor Rack, 

Small 

Group 95 — General Use 

Standardized Parts 

9501 - Bulk Material 

Rubber, Sponge 74951 NX502B'1 


Group 99 Parts Peculiar 












coi$r 


number 


Rer number A mff code 


X20 

X20 


X20 I 
MO 
MO 


PO 

PO 

FO 

PO 

X20 

X20 

WO 

WO 


PO 


o 


Section 3 -Repair Parts List for 

Organizational Level 
Part III 

TYPE II - ASSEMBLIES 

Group 80 - Storage Equipment 
Components 

8000- Refrigerator Warehouse 

Floor Rack, 

Large 


Floor Rack, 
Small 


Floor Panel, FL 
Gasket, Fab From 


53853 90023 
53853 90022 
53853 90117 


Camlock 
Grain, Inside 
Grain, Outside 
Grain, Strainer 
Floor Panel, FR 
Floor Panel, Fc 
Gasket, Fab From 

feqSrrXr eacNa’sket'''"'"-’ 

miock ggggg 

95 -General Use 
Standardized Parts 

^991 — Material 


53853 90021 
53853 90131 
53853 90130 
53853 90132 
53853 90119 
53853 90112 




(3) 


(5) 


| 2 ) 


Federal ‘National 
scock 
number 


Descnplion 


Ref number & mfr code 


Group 99 — Parts Peculiar 


9901 - Parts Peculiar with more 
than one application 


Camlock 


53853 90021 


Usable - 




Unn 

of 


0i> 

inc 



16) 


(7) 

I5 t)a) Organiza Ilona) 

Ulus- 


Maintenarice alw | 

iraiiun 



[ 


(SI ] /bl 















■ 

FedensI ‘National 
stock 
number 

Ref number & mfr code 

Desrnplion ,, 

' Usable - 

on 

code 

Unit 

of 

mens 

Oty 

inc 

in 

unit 



Section 4 — Repair Parts List for 

Direct Support Level 

ea. 




Parti 






Group 1 1 - Body Chassis or Hull, 
and Accessory Items 

ea. 


X20 


Door, Walk-in 

53853 90105 

ea. 


MO 


Gasket, Door 

Fab From 




MO 


Rubber Sponge 74951 PHD502N-1 

18'4“ required for each gasket 

ft. 


X20 


Hinge, Door 

32761 1245 

ea. 


PO 


t Latch Assembly 

32761 K-56 

ea. 


PO 


Screw, Hinge Mtg. 

87308 C004 

ea. 

! 

PO 

i 

i 

Screw, Latch Mtg. 

87308 C004 

ea. 


X20 

1 

! 1 

Panel A, Corner 

53853 90113 

ea. , 


PO 


Cam lock 

53853 90021 

ea. 


MO 


Gasket, Panel 

Fab From 




MO ‘ 


Rubber Sponge 74951 NX502B'1 

13' required for each gasket 

ft. 


PO 


Screw, Cam lock 
Mtg. 

87308 C003 



X20 


Panel B, Wall 

53853 90114 

ea. 


PO 


Camiock 

53853 90021 

ea. 


MO 


Gasket Panel, 

Fab From 




MO 


Rubber Sponge 74951 NX502B.1 

13'2" required for each gasket 

ft. 



IS'Oay Organiutional 
Maintenance alv 


■i 




IS) 


(b) 

(Cl 

Idi 

Fig 


6-20 

21-SO 


hu 

- — — ^ 


* 


d; 





d: 

SEE 

GRI 

95( 

1 


* 

» 

* 


D 

* 

* 

* 

* 

D 


* 

* 

•» 

D 

* 




D 

% 


* 


D 

SEE 

GR^ 

' 99( 

n 

D 





0 

SEE 

GRI 

‘ 95( 






* 

C 

# 

* 


* 

c 

SEE 

GRI 

CO 

CD 

ii 

c 





c 

SEE 

GR 

C35 

ft- 










( 2 } 


I3l 


(5) 



De^cnpiion 


on 

Ref ntimbcf &. mfr code code 


Canopy Door 

53853 

90024 

Cap, Receptacle 

74545 

4884 

Boot, Receptacle 

74545 

7440 

Receptacle 

74545 

7484 

Camlock 

53853 

90021 

Pilot Light 

53853 

477-6063- 

Assembly 


MDSI 

Cover, Pilot Light 

53853 

25-1 -SGS- 
MDSI 

Light Assembly 

87518 

VBB100PC 

Switch 

74545 

1251 

Switch, Cover 

74545 

1750 

Thermometer 

64467 

7269 

Screw, Light Mtg. 

87308 

C005 

Screw, Cam lock Mtg. 87308 

C003 

Screw, Pilot Light 

87308 

C006 

Screw, Receptacle 

87308 

C007 

Screw, Switch Mtg. 

87308 

C006 

Screw, Thermom- 
eter Mtg. 

87308 

C005 

Panel 0, 

Evaporator 

53853 

90115 

Wrench, Hexagon 

32761 

1145 

Camlock 

53853 

90021 

r.lin Panpl Wrfinrh 

7RC11R 

105002 


t-ii 

Unil 

of 

fneas 

(5) 

Olv 

inc 

in 

unit 

<6) 

IS-Day Organualiuna] 
Mainienance alw 

(7) 

lUuS- 

ftation 

I 

la) 

l-S 

lb) 

6-20 

1 

If) 

21-50 

Id) 

51 100 

lai 

No 

<b> 

hem 

N«- 

ea. 

I * 

I ^ 

I * 

ft 

1 * 

ft 

D1 

6 

ea. 

i 

I 

i 

I ft 

I 

li- 

! 

ft 

I 

ft 

D4 

22 

ea. 

I * 

i 

I * 

ft 

1 ft 

ft 

D4 

21 

ea. 

I 

-D- 

I 

I 

ft 

ft 

ft 

ft 

D4 

18 

ea. 

I 

I 

SEE 

:gri 

■Hi 

11 

04 

12 

ea. 

i * 

i 

i ft 

t 

ft 

[ * 

1 

ft 

D4 

24 

ea. 

i 

i * 

! 

ft 

ft 

1 

1 

ft 

ft 

D4 

24 

ea. 

# 

ft 


ft 

ft 

1 

04 

4 

ea. 

• 

ft 

* i 

ft 

1 * 

04 

16 

ea. 

* ! 

I 

i 

ft I 

I 

ft 

ft 

I 

1 

ft 

04 

26 

ea. 

* 

ft 

ft 

ft ! 

ft 

D4 

14 

ea. 


ft 

ft 

ft 

ft 

04 

5 

ea, 

[ 


ft 

ft 

ft 

ft 

04 

13 

ea. 


ft 

ft 

ft 

ft 

04 

23 

ea. 

I 

* 

ft 

ft 

^ 1 

•ft 

04 

19 

ea. 

« ' 

ft 

ft 

ft 

ft 

1 

04 

23 

ea. 

ft 

ft 


ft 

ft 

i 

04 

\ 

5 

ea. 

I * 

i 

ft 

ft 

ft 

ft 

01 

i 

1 

ea. 

i 

i * 

ft 

ft 

ft 

ft 

1 

01 1 

19 

ea. 

I ^ 

ft 

ft 

ft 

ft 

04 

12 

ea. 

* 

ft 

ft 

ft 

ft i 

01 ! 

18 















CO 


X20 


Screw, Clip Mtg. 

Thermal Strip 
Horizontal 
Masonite, 

Fab From 

Building Board, 

Hard Pressed, 

Vegetable Fiber 

5" X 38" required for each 
Thermal Strip 


53853 90111 


Building Board 
Hard Pressed, 
Vegetable Fiber 


53853 90133 

53853 4842 
53853 5806 
53853 5803 
53853 5805 
87308 COOl 


Bolt, Barrel 

Gasket, Bottom 

Gasket, Top 

Gasket, Vertical 

Screw, Barrel 
Bolt Mtg. 

Panel H-2 Partition 53853 90134 
Bolt, Barrel 53353 4842 

Gasket, Bottom 53863 5806 

Gasket, Top 53853 5803 

Gasket, Vertical 53853 5804 


code 


87308 C005 
53853 90T10 


ea. 


ea. 


ea. 



SEB GRif 99(|l 


SEE 


GRff 99rtl 



<2i 


(3l 

<4| 

I5l 


(6) 


(7) 






IS'Dai Organrudonaf I 

Ulus- 



Uescrintiun 

Uable- 

un 

Unit 

of 

me as 

0«) 

inc 

in 

Maintenance alw 


iration 

Federal Naticinal 
siocik 


lai 

tbi 

let 

Kl) 

lai 

F'8 

Ibi 

Item 

numbee 

Ref number i mfi code 

todc 


unit 

1-5 

6-20 

21-50 

51-100 

No. 

No. 


Panel H-3 
Partition 

53853 90135 

ea. 

« 

* 

* 

« 

» 

D1 

12 


Bolt, Barrel 

53853 4842 

ea. 

* 



« 

« 

D1 

15 


Gasket, Bottom 

53853 5806 

ft. 


SEE 

GRf 

99( 

1 

D1 

11 


Gasket, Top 

53853 5803 

ft. 




* 

« 

D1 

4 


Gasket, Vertical 

53853 5805 

ft. 





# 

D1 

5 


Screw, Barrel 

Bolt Mtg. 

87308 C001 

ea. 



a 

* 


D1 

16 


Gasket, Vertical 

53853 5804 

ft. 


SEE 

GRf 

' 99C 

1 

D1 

13 


Group 95 — General Use 

ea. 









Standardized Parts 










9501 — Bulk Material 

ea. 









Rubber Sponge 

74951 NX502B-1 

ft. 









Tape, PS 

53853 6818 

ea. 









Group 99 — Parts Peculiar 










9901 — Part Peculiar with more 

ea. 









than one application 










Gasket, Vertical 

53853 5805 

ft. 


40 

40 

84 

168 




Gasket, Bottom 

53853 5806 

ft. 


40 

40 

84 

168 




Gasket, Top 

53853 5803 

ft. 


40 

40 

84 

168 




Camlock 

53853 90021 

ea. 




















Description .. 

Usable- 

on 

Ref number k mfr code code 

Section 4 ~ Repair Parts List for 
Direct Support Level 

PartK 

type I - ASSEMBLIES 

Group 80 — Storage Equipment 
Components 

8000 — Refrigerator Warehouse 

Floor, Rack$, Large 53853 90023 

Floor, Racks, Small 53853 90022 

Panel, CL, Left 53853 90118 
Ceiling 

Panel, FL, Left 53853 90117 
Floor 

Camlock 53853 90021 

Drain, Inside 53853 90131 

Drain, Outside 53853 90130 

Strainer, Inside 53853 90132 
Drain 

Gasket, Panel 
Fab From 

Rubber Sponge 74951 NX502B-1 
50'8" required for each gasket 

Screw, Camlock 87308 C003 
Mtg. 

Screw, Drain Mtg. 87308 COOS 
Mtg. 

Screw, Strainer Mtg. 87308 C005 










( 2 ) 


14 ) 


FcdenI ‘National 
stock 
nuiober 


Description 


Dnii Oij 
Usable- of inc 


( 6 ) 

fS-Day Organizational 
Maintenance aJw 



Ref number & mfreode 


on I nieas 1 in 


Pane!, FC, 
Center Floor 


53853 90122 


Panel, CC, 
Center Ceiling 


53853 90121 


Camlock 


53853 90021 


Gasket, Panel 
Fab From 


Rubber Sponge 74951 NX502B-1 
40"8'^ required for each gasket 


Screw, Camlock 87308 COOS 
Mtg. 


Panel H I Partition 53853 90133 


Panel H-2 Partition 53853 90134 


Bolt, Barrel 


53853 4842 


Gasket, Bottom 53853 5806 


Gasket, Top 
Gasket, Vertical 


53853 5803 


53853 5805 


Screw, Barrel 
Bolt Mtg. 


87308 C001 


Panel H-S Partition 53853 90135 


Bolt, Barrel 


53853 4842 


Gasket, Bottom 53853 5806 


Gasket, Top 


53853 5803 


Gasket, Vertical 53853 5805 


Screw, Barrel 
Bolt Mtn. 


87308 cool 


lo) (b) 

Fig Item 

Nu No. 



















(1) 

(2) 


13) 

f4) 

SMR 

code 

Fedeial/Nalional 

Slock 

number 

Ref number & mfr code 

Description ,, 

Usable - 

on 

code 

Unit 

of 

me as 

PO 


Rubber Sponge 74951 NX502B-1 

13' required for each gasket 

ft. 

PO 


Camlock 

53853 90021 

ea. 

X20 


Panel B, Wall 

53853 90114 

ea. 

MO 


Gasket, Panel 

Fab From 



MO 


Rubber Sponge 74951 NX502B-1 

13'2" required for each gasket 

ft. 

PO 


Camlock 

53853 90021 

ea. 

X20 


Pane) C, Door 

53853 90106 

ea. 

MO 


Gasket, Panel 

Fab From 



MO 


Rubber Sponge 74951 NX502B-1 

13' required for each gasket 

ft. 

PO 


Camlock 

53853 90021 

ea. 

PO 


Cover, Pilot 

Light 

53853 25-1 -SGS- 
MDSI 

ea. 

PO 


Receptacle, Power 

74545 7486 

ea. 

PO 


Plug, Power 

74545 7484 

ea. 

PO 


Boot, Receptacle 

74546 7440 

ea. 

PO 


Switch 

74545 1251 

ea. 

PO 


Vapor Proof 

Light 

87518 VBBIOOPC 

ea. 

X20 


Door, Walk*in 

53853 90105 

ea. 

MO 


Gasket, Door 

Fab From 



MO 


Rubber Sponqe 

74951 PHD502N-1 

ft. 


<S) 


Oty 

inc 


<6j 

IS'Day Organiulional 
Maintenance alw 


fa) 

1-S 


(h) 

6-20 


ft) 

21-50 


Id) 

SI 100 


SEB 


GRIP 9501 


SEB 


GRP 9501 


SEB 


GRIP 9501 


SES GRR 9501 

















<2> 

(3) 

(4) 

1 l5l j 


I6» 


f7| 


i 



IS-Dav Or&amulinnal 1 

(ffuv 

Fedefal.’Nalional j 


Unit 

Oty ! 


Maintenance alw j 

tralion 

Oescripfion .. . i 

1 







Usable- ' 

of 

Ult 

I 

(b> 1 



(a) 

tbj 


un 1 


in 

I3l 1 


U) 

idj 

1 y>s i 

hem 

/Jomber | 

Ref number &. mfi code code 

mcAs 1 

iinil 

1-5 1 

6-20 

2IS0 

51-100 

No- 

No 


Panel D, Evaporator 53853 90115 

Gasket, Panel 
Fab From 

Rubber Sponge 74951 NX502B-1 

13* required for each gasket 

Cam lock 53853 90021 

Clip, Wrench 75915 105002 

Wrench, Hexagon 32761 1145 

Group 95 — General Use 

Standardized Parts 

9501 — Bulk Material 

Rubber Sponge 74951 NX502B.1 

Group 99 — Parts Peculiar 

9901 — Parts Peculiar with more 
than one application 

Camlock 53853 90021 



D1 

D1 

D1 


I 1 
1 6 


1 12 
I 18 
1 19 
















SMR 

code 


(Z> 


Federal fNalional 
Slock 
number 


(i1 


Description 


Ref number i mfr code 


Usable- 


code 


i<t| 


Unit 

of 

me as 


131 


Qiy 

inr 


lO) 

IS-Day Organiulional 

Maintenance aJ»* 




(a) 

1-5 


lb| 

6-20 


ICI Id) 
21S0 Sl-JOO 


Section 4 — Repair Parts List 

for Direct Support Level 

Partin 

TYPE II - ASSEMBLIES 


ea. 


X20 

X20 

X20 

MO 

MO 

PO 

PO 

PO 

PO 

X20 

X20 

MO 

MO 

PO 


Group 80 — Storage Equipment 
8000 - Refrigerator Warehouse 
Floor Rack, Large 53853 90023 

Floor Rack, Small 53853 90022 
Floor Panel, FL 53853 90117 


Gasket, Panel 
Fab From 

Rubber Sponge 74951 MX502B-1 
50'8" required for each gasket 


Camlock 
Drain, Inside 
Drain, Outside 
Drain, Strainer 
Floor Panel, FR 

Floor Panel, FC 

Gasket, Panel 
Fab From 


53853 90021 
53853 90131 
53853 90130 
53853 90132 
53853 90119 
53853 90122 


Rubber Sponge 74951 NX502B-1 

50'8" required for each gasket 

Camlock 53853 90021 

Group 95 — General Use 


ea. 


ea. 


ea. 





ft. 


ea. 


ea. 


it 


ea. 


it 


ea. 


* 



ft. 


ea. 


ea. 


SEttGRP 9501 


SEE GR 


99(bl 


see; 

see; 


GRP 9501 
GRP 990 


1 
















Federal 'National 
stock 
fjombw 


Description 


Ref number & mfr code 


Unit Qt> 
Usable- of i«c 

on mcas uj 

code unit 


Rubber Sponge 74951 NX502B-1 

Group 99 — Parts Peculiar 

9901 — Parts Peculiar with more 
than one application 


I S-Day Otganiraiiunal 
Maintenance alw 


tat 

(3) lb) )c) Id) hg 

l-S 6-20 21-50 51-100 No 



Camlock 


53853 90021 















3 



Figure 2 , Floor Drain Components 
INDEX TO PARTS, FIGURE 2 


REF FUNCT ITEM 
NO. GROUP NAME 


ref FUNCT 
NO. GROUP 



MSC 411(T204*25P/2 


ITEM 

NAME 







Basic issue tools and equipment 

Controls and instruments: 

Controls and instruments 

General 

Conveyor door 

Conveyor door curtain 
anveyot door 
Conveyor door lorcn uuu 

door roller 


Conveyor 

Daily preventive maintenance 

Data, tabulated 

Description 

Description and data; 

Description 

DIkm" wort maintenance repair parte ---------- 

Dismantling for movement y 

Drains Inoperative 


Drain strainer 

Electrical components: 

General 

Light sivitch 

Pilot liglit 

Plug receptacle - 
Refrigerator light 


assembly 


General : 

Controls and ructions - 

Direct support maintenance and mst 

Electrical components 

Operation of equipment 

Operators maintenance ^ 

Refrigerator components 

Troubleshooting 


Identification and tabulated data -- 

Inspecting and servicing equipjnent ^ 

iJeiMon and aetting-up 

Inatallation of aeparateiy packed c P 

Light inoperative 

Light switch 

Lubrication 7 services; 

LoVlcatlon and 

Dally preventive maintenance ser 

Lubrication Tirrymeral — 

Preventive maintenance ® services 

Quarterly preventive maintenance 


2- 9 

2-8 

3- 23 
3-26 
3-27 
3-24 
3-26 


8-6 

1-4, 4-4 
1-3 


1-3, 

1-B 

1-4 

1- B 

6-2 

2 - 6 
3-13 
3-32 


4-3 


3-16 

3-19 

3-17 

3-18 

3-16 


2-8 

6-4 

8-15 

2-10 

3-8 

3-20 

3-11 


1- 4 

2- 3 
2-4 

2- 5 

8-12 

3- 19 
3-4 


3-6 

3-4 

3-B 

3-7 


MnveTYient to a new worksite; 


2-6 

2-7 


2-6 

2-6 

3-7 

3-8 

3-8 

3-7 

3-8 

3-1 

1-B, 4-1 
1-1 

1-1, 4-1 

1-9 

1-B 

1- 9 

B-1 

2 - 6 
3-6 
3-10 


3-6 

8-8 

3-6 

3-8 

3-6 


2-6 

5-1 

3-6 

2-6 

3-1 

3-7 

3-5 

' -B 

2-1 

2-1 

2-1 

3-6 

3-8 

3-1 

3-1 

3-1 

3-1 

3-1 


2-8 

2-6 


Operation of equipment; 

General 

Operation in a salt water area 

Operation under rainy or humid conditions 

Operation under usual conditions 

Operation under rainy or humid conditions 

Operation under usual conditions 

Operator end organizational maintenance tools and equipment; 

Basic issue tools and equipment 

Organizational maintenance repair parts 

Special tools and equipment 

Operators maintenance: 

General 

Pilot light lamp 

Refrigerator light lamp 

Organizational maintenance repair parts 

Panel clamp assemblies 

Pilot light 

Pilot light lamp 

Plug receptacle 

Prefabricated refrigerator 

Preventive maintenance services, general 

Quarterly preventive maintenance services 


2-10 

2-6 

2-13 

2-6 

... 2-12 

2-6 

2-11 

2-6 

... 2-12 

2-6 

... 2-11 

2-6 

... 3-2 

3-1 

8-S 

3-1 

3-1 

3-1 

8-8 

8-1 

— - 8-10 

3-6 

--- 3-9 

8-6 

8-S 

8-1 

8-20 

3-8 

... 3-17 

3-6 

... 3-10 

3-6 

-- 8-18 

8-6 

6-6 

6-1 

3-6 

3-1 

... 8-7 

3-1 


Record and report forms 

Refrigerator components ; 

Conveyor door 

Conveyor door canopy 

Conveyor door curtains 

Conveyor door latch and handle _ 

Conveyor door roller 

Drain strainer 

General 

Panel clamp assemblies 

Refrigerator panels and door seals 

Refrigerator panels 

Slide bolts 

Thermometer 

Walk-in door 

Walk-in door handles and latch — 


1-2, 4-2 1-1, d-l 


3-23 

3-7 

3-27 

8-8 

3-26 

8-8 

8-24 

8-7 

8-26 

8—8 

3-82 

3-10 

3-20 

8-7 

3-29 

3-8 

3-28 

8—8 

8-80 

8—8 

3-33 

S-10 

8-81 

3-10 

3-21 

8-7 

8-22 

3-7 


Refrigerator light assembly 

Refrigerator light lamp 

Refrigerator panel and door seals 

Refrigerator panels 

Refrigerator, Prefabricated 

Reinstallation after movement 

Repair parts, direct support maintenance 
Repair parts, organizational maintenance 


3-16 

8-9 

3-28 

3-80 

5- 5 

2- 7 

6 - 2 

3- 3 


3-6 

8-B 

3-8 

8-S 

5- 1 
2-6 

6 - 1 
8-1 


Scope 1~4, 4—1 1—5, 4—1 

Service upon receipt of equipment: 


daU 


TVicrmometef 

Troublesbootlng: 

Drain inopernwve 


Canerai 

Light inoperative ' 

Wnlk-ln and conveyor door 


not closing properly 


Unloading the 
Unpacking the 


equipment - - 

refrigerator 




a--31 


a-10 


3--13 

8-11 

8-12 

3-14 


3-5 

8-8 

8-8 


a-1 

2-2 


2-1 

2-1 


Official : 

KENNETH G. WICKHAM, 

Major General, United States Army, 
The Adjutant General. 


Distribution ; 

Active Army: 

USASA (2) 

ACSI (1) 

DCSLOG (1) 

CNGB <1) 

TSG (1) 

GofEixgrt (8) 

CC~B (1) 

Dir of Trans (1) 

CofSptS (1) 

USAMB (1) 

USAARTYBD (2) 

USAARMBD (2) 

USAIB (2) 

USAADBD (2) 

USAAESWBD (2) 

USAAVNBD (2> 

USCONARC (8) 

OS Maj Comd (6) except 
USASETAP (2) 

USARJ (1) 

USAMC (1) 

MDW (1) 

Armies (2) 

Corps (2) 

Div (2) 

Engr Bde (1) 

Svc Colleges (2) 

Br Svc Sch (2) 

USACDCEC (10) 

USMA (2) 

NO: State AG (3). 

VSAR: Same as Active Army except allowance Is one copy 

For explanation of abbreviations used, see AR 320-50. 


HAROLD K. J 
General, Unite 
Chief of Staff. 


Gen Dep (10) 

Engr Dep (10) 

A Dep (2) except 
TOAD (3) 

USA Tml Comd (2) 

Army Tml (1) 

Div Engr (2) 

Dist Engr (2) 

USAERDL (3) 

USAMEC (46) 

Engr Cen (6) 

USAREUR Engr Proc Cen ( 
USAREUR Engr Sup Con A 
Engr PLDMS (2) 

Ft Knox FLDMS (10) 

Pld Comd, DASA (8) 

AMS (8) 

USAREURCOMZ (2) 

USAC (1) 

MAAG (1) 

JBUSMC (1) 

Units org under fol TOE: 

(2 copies each UNOINDC) 
5-48 

5-237 (8) 

5-262 (6) 

5-267 (1) 

5- 278 (6) 

6- 279 


to each unit. 


* U. S. GOVERNMEOT PRINTINC OFFICE : 1990 




FOUD BACK 


FrUL IN YOUR 
UNIT'S ADDRESS 


DEPARTMENT OF THE ARMY 


Commander 

U.S. Army Troop Support Commanct 
ATTN: AMSTS-MPP 
4300 Goodfellow Boulevard 
St. Louis, Missouri 63120 


FOLD BACK 




WITH THIS MANUAL? 





THEN. . .JOT DOWN THE 
DOPE ABOUT (T ON THIS 
FORM, TEAR IT OUT, FOLD 
IT AND DROP IT IN THE 
MAIL! 


FROM; (YOLIR UNIT'S complete ADDRESS) 


(CATION NOMOEH 


oe EKaCT. . .PIN-POINT WHERE IT IS IN THIS SPACE TELL WHAT IS WRONG 

1 ~T 1 AND WHAT SHOULD BE DONE ABOUT IT; 

PARA- FIGURE table 





DEPARTMENT OF THE ARMY 



fold back 


CoiTwander 

U.S. Army Troop Support Commar 
ATTN: AMSTS-MPP 

4300 Goodfellow Boulevard 
St» Louis, Missouri 63120 


POLO BACK 



lU KWVJirmcn 1 I cvniilUMb. 



©l^HTTfnlOlKl^S WITH this MANUAL? 


THEN. . .JOT DOWN THE 
DOPE ABOUT IT ON THIS 
FORM. TEAR IT OUT. FOLD 
IT AND DROP IT IN THE 
MAIL! 


FROM) (YOUR UNIT’S COMPLETE ADDRESS) 


0LICATION NUMOtn 


exact. . .PIN-POINT WHERE IT IS |H THIS SPACE TELL WHAT IS WRONG 
AND what SHOULD BE DONE about IT: 

AGe PARA- FIGURE TABLE 

'>o. graph no. no. 











FtLU IN VOUH 
UNtT'S ADDRESS 


FOLD BACK 


DEPARTMENT OF THE ARMY 


Commander 

U.S. Army Troop Support Commanc 
ATTN: AMSTS~MPP 
4300 Goodfellow Boulevard 
St* Louis, Missouri 63120 


FOCD BACK 





PILL IN YOUR 
UNIT'S AOOfleSS 


DEPARTMENT OF THE ARMY 


FOLD BACK 


Coromander 

U.S. Army Troop Support Command 
ATTN: AMSTS-MPP 

4300 Goodfellow Boulevard 
St. Louis, Missouri 63120 


FOLD SACK 
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BHB 





LG 


}75 

102 

a 

a 

a 

1 
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2 

B 

a 

Bl 

0 

IB^B 
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20 

2 


220 

150 

a 

m 

a 

a 

2 

2 

D 

D 

0 

0 

0 

2 

28 

6 


815 

195 

D 

Q 

B 

B 

2 

2^ 

B 

B 

Bi 

1 

I 

2 

39 

10 


194 

390 

a 

B 

n 

D 

2 
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m 

a 

B 

3 

3 

4 

77 

26 
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■ 

Bi 




m 

■ 

mm 
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PANEL DESIG. 

nomenclature 

DRG. NO. 

A 

CORNER PANEL 

5.13.2653 

B 

STD. WALL PANEL 

5.13-2654 

C 

WALK-IN DOOR PANEL 

5-13.2655 

WALK-IN DOOR 

5-13-2656 

D 

EVAPORATOR PANEL 

5-13-2658 

J 

EVAPORATOR PANEL PLUG 

5-13-1144 

EL 

FLOOR OR CEILING PANEL 

5-13-2658 

ER 

FLOOR OR CEILING PANEL 

5-13-2659 

F 

— ( 

FLOOR OR CEILING PANEL, CENTER 

5-13-2660 

G 

CONVEYOR DOOR PANEL 

5-13-2670 

H 

PARTITION PANEL 

5-13-2661 


ME 4?l0-204.?3/4-? C5 











































PANEL OESIG. 


NQ^AENCLATURE 


CORNER PANEL 


STD, wall panel 


walk-in door panel 


WALK-IN DOOR 


UNIT COOLER PANEL 


FLOOR OR CEILING PANEL 


FLOOR OR CEILING PANEL 


FLOOR OR CEILING PANEL, CENTE 


PARTITION 







































